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PREFACE TO THE THIRD EDITION 


When the second revision of ‘‘Elements of Electrical Design'^ was 
idertaken, it was felt that, in view' of the many curriculum changes in 
illeges and univen'.ities since the last edition, the present volume should 
c concerned primarily with the principles and practices of electrical 
^hichinc design. Jt was decided, therefore, o delee all material not 
lirectly related to rotating electrical machinery and transformers, and 
) transfer and rearrange^ discaissions of basic design principles of electric, 
la^netic, and electrostatic circuits, originally included in the first six 
\apters. Jt is believed that such arrangement of subject matter w'ill 
rv(‘ to unify the treatment of machine design as well as to coordinate 
ndamentals and design procedures. 

The jilan of first presenting general discussions relating to materials 
|onstru(*tiou and the arrangements and proportions of such materials, 
:)W’ing with the derivation of useful design form^ilas, and concluding 
the solution of illustrative design examples has been retained. This 
tedure has proved extremely effective in emphasizing the close 
jLtionshi]) between physical constructions and operating characteristics 
'('lectrical equijmient; it does not attempt to indicate how’ the industrial 
^signer, through emjiiiical short cuts, proceeds in the design of a par- 
.cular piece of apjiaratus to fulfill given specifications. 

To conform with recent practice, certain design constants,involving 
le use of improved electrical sheet steels and insulations, have been 
lodified. These modifications indicate a tendency toward smaller 
lachiiies as well as toward better operating performance. This is 
articularly significant in the additions of a completely new' (now operat- 
Tg) direct-(*urrent generator design in Chap. 3, and a ribbon-core, 
ruciform-section transformer of modern design in Chap. 12. Other 
ignificant additions involve the design of a wound-rotor induction motor 
vith the commonly emplo3'ed w'ave winding, the analysis of induction- 
.lotor performance by the equivaUmt-circuit method, basic discussions 
•oncerned with stator-rotor slot combinations and rotor-bar skew' in 
.nduction motors, and alternating-current and direct-current armature 
bindings. A number of new' drawings have been ineduded where these 
vere found necessary to supplement text discussions and illustrate 
physical dimensions and proportions of worked-out designs. 



vi. PREFACE TO THE THIRD EDITION 

It will be noted that the title of this (the third) edition has been changeo' 
to “Elements of Electrical Machine Design”; this is appropriate i 
view of the contents of the revised text. 

The author of this revision, a former student and colleague of Profess 
Alfred Still, wishes to express his sincere appreciation to Professor Stf 
a distinguished engineer and eminent teacher, for his inspiration a' 
guidance. 

Charles S. Siskind 



PREFACE TO THE FIRST EDITION 


^This book is an attempt to provide the student following courses in 
leotrical engineering with a text in which the problems of the designing 
igineer are used to illustrate the applications of fundamental laws in the 
‘^sign of practical machines and apparatus. It is the result of ten 
ears of experience in teaching electrical design at Purdue University, a 
/oriod during which the writer has become more and more convinced 
the advantage to be gained from striving always to obtain a concrete 
cental conception of the hidden actions which produce visible or measur- 
Ae results. Thus, in the design of electromagnets and high-voltage 
' i solators, the reader is urged to picture the imaginary flux lines and the 
•^quipotcntial surfaces which are everywhere normal to the direction of 
hese lines. In studying the action of electric generators and motors, 
he electromotive forces developed in the armature windings are con- 
stently represented as being due to the cutting by the conductors of 
nfiaginary magnetic lines of flux. 

Although the greater part of the material here presented is new, the 
\rriter has not hesitated to borrow from his ^ Principles of Electrical 
Design” when the inclusion of this previously published material did 
lot seem contrary to the plan of the book. Through the courtesy of 
Vlessrs. John Wiley and Sons it has been possible to include in the chapter 
on Transformers some data and other material which have already been 
published in the writer’s ‘Principles of Transformer Design.” 

In the selection of material, its arrangement, and the manner of pre¬ 
senting it, much help has been derived from the advice and suggestions 
eceived from a large number of teachers interested in Electrical Design 
or college students following courses in Electrical Engineering. 

Further remarks on the purpose and scheme of the book, together 
with a few suggestions as to how it may be used to the best advantage 
as a college text, will be found in the introductory chapter. 

Alfred Still 
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CHAPTER 1 


INTRODUCTORY 


The Purpose of the Book. The art of designing electrical machines 
cannot be acquired by the reading of books, and it may be said at the 
outset that the purpose of this text is not to train designing engineers, but 
to aid all students of electrical engineering in understanding the funda¬ 
mental principles of electrical machines through their application to 
concrete designs. 

No attempt has been made to present practical methods of design as 
followed by the professional designer, partly because no two designers 
follow exactly the same procedure, but mainly because the adoption of 
design sheets similar to those used by the commercial designer, and the 
introduction of time-saving approximations, would tend to defeat the 
end which the authors have in view. 

In explaining procedure in design an attempt has been made to base all 
arguments on scientific facts, and to build up a design in a logical manner 
from known fundamental principles. This is admittedly different from 
the method followed by the practical designer, who uses empirical 
formulas and ‘\short cuts,^^ justified only by experience and practical 
knowledge. It must not, however, be supposed that a commercial 
machine can be designed without the aid of some rules and formulas 
which have not been developed from first principles, for the simple reason 
that the factors involved arc either so numerous or so abstruse that they 
cannot all be taken into account when deriving the final formula or equa¬ 
tion. In any case, the constants used in all formulas, even when devel¬ 
oped on strictly scientific lines, are invariably the result of observations 
made on actual tests; and many of them, such as the coefficients of fric¬ 
tion, magnetic reluctance, and eddy-current loss, are subject to variation 
under conditions which it is difficult to determine. The formulas used in 
design are, therefore, frequently empirical, and they yield results that are 
often approximations only; but an effort will be made to explain, whenever 
possible, the scientific basis underlying the formulas used in this book. 

It is generally recognized that fundamentals—or the primary laws^ron 
which theories are based—cannot properly be taught without showing 
their practical application. That is the chief fuiu'tion of laboratory 
courses in the curriculum of engineering colleges. The student obtains 

1 
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‘data from machines and apparatus, and he then analyzes these data with 
a view to ascertaining whether or not the observed results are in agree¬ 
ment with certain fundamental laws which are supposed to be universally 
applicable. Another way of teaching fundamentals is to apply the theory 
in the design of some machine or engineering device, the nature and 
required performance of which are specified. This is entirely different 
from the work in the laboratory. The designer does not dissect—^he 
creates. The difference between a laboratory course and a course in 
machine design is the difference between analysis and synthesis. Both 
are necessary for the complete understanding of the basic laws usually 
referred to as fundamentals. 

The engineer is rarely able to solve a problem by the simple process of 
substituting numerical values for symbols in one or more formulas. He 
is generally confronted with a number of simultaneous problems for 
which there is not one solution, but many solutions. It is his business 
to effect a compromise between several conflicting requirements and find 
a solution which will fulfill the desired purpose in an economical manner. 

Although engineering judgment is not easily acquired in college, the 
practice of machine design calls for the excu-cise of individual judgment 
to a greater extent than almost any other course of study. All the condi¬ 
tions and governing factors are rarely known accurately at the outset, and 
the designer must frequently make a number of assumptions and esti¬ 
mates before he can determine some particular proportion or dimension; 
but, having done this, he will apply tests based upon established scien¬ 
tific principles as a check on his judgment, so that in the end he may satisfy 
himself that his machine will conform with the spetdfied requirements. 

What the Student Is Expected to Know. The knowledge required 
of the student includes elementary mathematics, the use of vectors for 
representing a-c quantities, the principles of electricity and magnetism, 
and some familiarity with electrical apparatus and machinery, such as 
may be acquired in the laboratories of teaching institutions equipped for 
the training of electrical engineers, or in the handling and operation of 
electrical plants in manufacturing works and power stations. He should 
be generally familiar with the cgs system of units (centimeter, gram, 
second) as used by the physicist and its relation to the engineer's system 
of units (inch, pound, minute). The tendency in this text is to use the 
engineer's units, the dimensions of completed designs being expressed in 
feet and inches; but there must necessarily be a certain amount of con¬ 
version from centimeter to inch units, and vice versa. This may, at first 
sight, appear objectionable; but, in the opinion of the authors, there is 
something to be gained by having to transform results from one system 
of units to another. The process helps to counteract the tendency of 
mathematically trained minds to lay hold of symbols and formulas and 
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treat them as realities, instead of striving always to visualize the physical* 
(or natural) reality which these symbols stand for. 

Conversion factors will be used throughout the book to convert inches 
into centimeters (1 in. = 2.54 cm); square inches into square centimeters 
(1 sq in. = 6.45 sq cm); flux density of S" lines per square inch into flux 
density of B gauss or lines per square centimeter (J5" = 6.45B), and mag¬ 
netomotive force of TI ampere-turns into HI gilberts {TI — HI 0.4t), 
The student is expected to be thoroughly familiar with these conversion 
factors so that he will recognize them in the text. 

Range and Limitation—Scheme of This Book. This book treats of 
the elements of electrical machine design. It is not a compilation of 
design constants and other information of value to the experienced 
designer; it does not discuss in detail the latest improvements in electrical 
machinery, neither does it provide the student with drawings and tables 
of figures giving the over-all dimensions, weights, and construction details 
of modern machines. Nevertheless, it is believed that the method of 
design here presented is one which will yield satisfactory results when 
developing new types of machines, or when it is not necessary to take 
account of existing patterns and tools. 

When designing an electric generator, the practical designer is usually 
compelled to use stock frames and armature punchings and adapt these to the 
requirements of the specification. He must effect some sort of compromise 
between the ideal design and a design which will comply with manufac¬ 
turing conditions. In the method here followed, the assumption is made 
that the designer is given a free hand to produce a machine that will, in 
all respects, be suitable for the work it has to perform, and of which the 
cost and efficiency will be generally in accordance with present-day 
requirements. The various steps in the design will be followed in logical 
sequence, and, if the work appears unnecessarily detailed and drawn out, 
it must be remembered that the method has an educational, apart from a 
practical, value; it illustrates the application of theoretical principles to 
a concrete case and shows how the practice of engineering is largely a 
matter of scientific guesswork. The experienced designer will be able to 
skip many of the intermediate steps here purposely included, because he 
will be able to rely on the engineering judgment he has acquired during 
years of practice in similar work. 

Engineering is the economical application of science to material ends, 
and, if the items of cost and durability are omitted from a problem, the 
results obtained—however important from other points of view—^have no 
engineering value. The cost of all finished work, including that of the 
raw materials used in construction, is the cost of labor. Provided the 
work is carefully done, the element of time becomes, therefore, of the 
greatest importance. A student in a technical school may be able to 
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produce a neat and correct drawing, but the salary he could earn as a 
draftsman in an engineering business might be very small, because his 
rate of working will be slow. The designer must always have in mind the 
question of cost, not only material cost—which is fairly easy to estimate— 
but also labor cost, which depends on the size and complication of parts, 
accessibility of screws and bolts, and similar factors. These things are 
rarely learned thoroughly except by actual practice in engineering works, 
but the student should try to realize their importance and bear them in 
mind. 

Although this book contains no chapter treating exclusively of eco¬ 
nomic problems, the question of cost—or of economy, involving the effi¬ 
ciency of machines—has not been overlooked, and the student^s attention 
is frequently called to this important feature of all design problems. 

Because of the close connection between me(;hanical and electrical 
engineering, especially in the work of the designing engineer, it has 
seemed desirable to include one chapter dealing with the mechanical 
features of electrical machine design. This is Chap. 13 at the end of the 
book. 

A feature of this text which calls for a few words of explanation is the 
inclusion of test problems at the conclusion of the chapters. These are 
short problems to which the answers are given, and they are of an entirely 
different nature from the design problems in the body of the text, which 
are examples in design worked out in detail. The test problems are not 
necessarily design problems, but if the reader is able to solve these without 
reference to the text, this will be an indication that he has a fair knowledge 
of the subject dealt with in the chapter to whi(‘h these problems refer. 

How to Use the Text. If anything of value is to be learned from the 
study of machine design, the time devoted to actual design work (z.c., in 
the working out of practical design problems) should greatly exceed the 
time spent in studying the text. In order to familiarize himself with ilio 
elements of electrical engineering and obtain a thorough understanding 
of the application of fundamental laws and relations to the design of 
practical machines, it is necessary for the student to shoulder responsi¬ 
bilities and rely upon himself rather than turn to the book or the instructor 
to overcome all his difficulties. In this way only will confidence and self- 
reliance be developed. The enterprising student who has studied the 
text with a view to understanding the fundamental principles upon which 
the numerical examples are based may work out problems in design by 
following his own methods, regardless of the particular practice advocated 
by a book or teacher. He is usually in a position to check his results and 
satisfy himself that they are substantially correct. This will give him 
far more encouragement and satisfaction than the blind application of 
proved rules and formulas. By making mistakes—which are frequently 
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due to oversights or omissions—and by having to go over the same ground 
a second or a third time in order to rectify them, an important lesson is 
learned, namely, that one must resist the tendency to jump at conclu¬ 
sions, and that unsystematic or slipshod work is always uneconomical 
and ineffective. 

Thus, in using the text, the numerical examples and problems in design 
should be considered mainly as illustrating the application of fundamental 
principles that have been presented and discussed in preceding articles. 
If the student has studied the text and followed step by step the problem 
illustrating the procedure in carrying out an actual design, he should be 
in a position to work out a similar design problem himself; but if he has 
not mastered the elements upon which the design is based, he will gain 
nothing and waste a considerable amount of time by following item by 
item one of the numerical problems, merely substituting for the figures 
in the text the values obtained from the data of his own particular 
problem. 

The close relation between mechanical and electrical engineering will 
be evident to anyone who attempts to design any part of an electrical 
machine in all its details, and some training in mechanical engineering is, 
therefore, necessary for the designer of electrical machinery; but actual 
experience in the shops is particularly helpful to the designer, because it 
gives him a knowledge of the qualities of engineering materials and the 
best shapes and proportions of ma(*hine parts. 

Although the work done in the drafting room is not necessarily design¬ 
ing, it does not follow that the designer need know nothing about engi¬ 
neering drawing. The art of making neat sketches or clear and accurate 
drawings of the various parts of a machine is learned only by practice; 
yet every engineer, whatever line of work he may follow, should be able 
not only to understand and read engineering drawings but to produce 
thorn himself at need. It is particularly important that he should be able 
to make neat dimensioned sketches of machine parts, because, in addition 
to the praclical value of this accomplishment, it is an indication that he 
has a clear concept ion of the actual or imagined thing and can make his 
ideas intelligible to others; moreover, in practice the designer finds the 
use of neat sketches extremely helpful when discussing problems with his 
associates. 

It is suggested that clear dimensioned sketches (not necessarily to 
scale) be made of the various parts of a design as the work proceeds, and 
that in every case an outline drawing to scale be made of the completed 
design. This need not be an elaborate drawing including all mechanical 
details, but such details as are shown should be correctly represented and 
the drawing should give the over-all dimensions of the assembled parts. 
The illustrations of Chap. 13 and a few others throughout the book should 
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be helpful in making such outline drawings; but no attempt has been 
made in this text to deal adequately with the mechanical design of elec¬ 
trical machinery. 

For the proper administration of a course in electrical design, the 
authors are of the opinion that no class period—apart from lecture or 
recitation periods—should be of shorter duration than three consecutive 
^hours, and that the best results are not to be expected from classes con¬ 
sisting of a large number of students. Conferences between the instruc¬ 
tor and individual student, in which the special problems of a particular 
design are discussed, are generally of very great value, and these are 
possible only in comparatively small classes. There is no doubt that the 
mass of apparently unrelated material in all but the very simplest design 
problems tends to confusion, and this is where the instructor's help is of 
particular value. There are conflicts and compromises in almost every 
piece of engineering work, and the manner in which these are met and 
dealt with may be learned in carrying through successfully a series of 
problems in design. 



CHAPTER 2 


DYNAMO ELECTRIC MACHINERY --GENERAL 
DESIGN PRINCIPLES 


1. Electromotive Force Generated in Conductors Moving through a 
Magnetic Field. A generator is a machine in which a system of electric 
conductors moves relatively to a magnetic field and so develops an emf 
which will cause a current to flow when the circuit is closed. It will 
subsequently be shown how the amount of magnetic field produced by 
an electric current may be calculated, but the immediate problem will be 
concerned with how the desired terminal voltage may be obtained by 
(fusing the armature conductors to cut the magnetic flux which crosses 
the air gap from pole face to armature core. 

The d-c motor is merely a dynamo of which the action has been 
reversed; that is to say, instead of providing mechanical energy to drive 
the armature conductors through the magnetic field, an electric current 
from an outside source is sent through the armature winding which, by 
revolving in the magnetic field, converts electrical energy into mechanical 
energy. In the design of a d-c motor, the procedure is exactly the same 
as for a d-c generator, and in the following pages the dynamo will be 
thought of mainly as a generator. 

The average value of the emf developed in a cir(‘uit of T turns when 
maxwells are added to or removed from the circuit in the time t seconds is 

eb w T 


For the condition T = unity, this formula is clearly seen to express the 
well-known relation between rate of change of flux and resulting emf, 
namely, that 100,000,000 maxwells cut per second generate 1 volt. This is 
the fundamental law upon which all quantitative work in dynamo design 
is based. 

At any particular moment it is the rate of change of the flux in the 
circuit that determines the instantaneous value of the voltage, or, in 
symbols, 


d^ 

Instantaneous volts in circuit of one turn = —X lO^* 

at 


7 
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where the negative sign is introduced because the developed emf always 
tends to set up a current the magnetizing effect of which opposes the 
change of flux. 

Consider a dynamo with any even number of poles p. Figure 1 shows 
a four-pole machine with one armature conductor driven mechanically 
at a speed of N rpm through the flux produced by the field poles. If ^ 
stands for the amount of flux entering or leaving the armature surface 

per pole^ we may write 


N 



Fia. 1. Single armature con¬ 
ductor cutting flux of four- 
pole dynamo. 


Volts generated per conductor 


^pN 

l0« X 60 


It is not at present necessary to discuss the 
different methods of winding armatures, but 
let there be a total of Z active conductors 
on the armature. Then, if the connections 
of the individual coils are so made that there 
are pi electrical circuits in parallel in the 
armature, the generated volts will be 


E = 


^pNZ 

60 X pi X 10^ 


( 2 ) 


This is the fundamental voltage equation for the dynamo; it gives the 
average value of the emf developed in the armature conductors, and, since 
the virtual and average values arc the same in the case of continuous cur¬ 
rents, the formula gives the actual potential difference as measured l\v a 
voltmeter across the terminals when no current is taken out of the 
armature. Under loaded conditions, the emf as calculated by formula 
(2) is the terminal voltage plus the internal IR pressure drop. 

The expression “face conductors'' may be used to define the conductors 
the number of which is represented by Z in the voltage formula. It is 
evident that this number includes not only the top conductors, but also 
those that may be buried in the armature slots. The word “inductor" is 
sometimes used in the place of “face conductor," and where either word 
is used in the following pages it must be understood to refer to the so-called 
''active" conductor lying parallel to the axis of rotation. 

2. The Output Formula. The part of the dynamo to be designed 
first is the armature. After the preliminary dimensions of the armature 
have been determined, it is a comparatively simple matter to design a 
field system to furnish the necessary magnetic flux. The designer is 
usually given the following data: 


Kilowatt output 

Terminal voltage 

Speed—revolutions per minute 
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Sometimes the proper speed has to be determined by the designer, as in 
getting out a line of stock sizes of some particular type of machine; in that 
case he will be guided by the practice of manufacturers and the safe limits 
of peripheral speed. Other conditions, such as temperature rise, degree 
of compounding, sparkless commutation of current, may be imposed by 
specifications, but, if the designer can evolve a formula which will give 
him an approximate idea of the weight or volume of the armature, this 
will be of great assistance to him in determining the leading dimensions 
for a preliminary design. Modifications or corrections can easily be 
made later, after all the influencing factors have been studied in detail. 
Many forms of the output formula are used by designers. The formula 
is based on certain broad assumptions and is used for obtaining approxi¬ 
mate dimensions only. Attempts to develop exact output formulas of 
universal application should not be encouraged because it is not possible 
to include all the influencing factors. The art of designing will always 
demand individual skill and judgment, which cannot be embodied in 
mat hemal ical formulas. 


L(‘t = maxwells per pole (full load) 
j) = number of poles 
N = revolutions per minute 
Z = total number of ‘‘active’^ conductors 
Ec — volts per conductor 
Ic = amperes per conductor 

The output of the armature, expressed in watts, will be 

W = ZEJ, 

The voltage per conductor is 

„ ^ _ ^ pN 
‘ 60 X 10" 


(3) 

(4) 


when' the unknown (juantity 4> may be expressed in terms of flux density 
and armature dimensions. Thus 


<^p = GAdBylairDr 


(5) 


where By = average flux density in the air gap under the pole face, gauss 
la = gross length of armature core, inches 
D = diameter of armature core, inches 


r = the ratio 


pole arc 
pole pitch 


* Since ^ is the flux actually cut by the armature conductors, the voltage Ee is that 
which is goneiated or developed in the conductor. The output, as given by formula 
(3), should, strictly speaking, be thought of as including the BR losses in the machine; 
but refinements of this sort need not be considered in developing an output formula, 
the purpose of which is to obtain approximate figures for the dimensions of the 
armature. 
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It will be seen that the quantity la X vDr is the area in square inches of 
the armature surface covered by the pole shoes, while 6A5Bg is the flux 
in the air gap per square inch of polar surface. 

The pole pitch is usually thought of as the distance from center to 
center of pole measured on the armature surface; and the ratio r is, there¬ 
fore, a factor by which the total cylindrical surface of the armature must 
be multiplied to obtain the area covered by the pole shoes—the effect of 
fringing^' at the pole tips being neglected. 

Substituting for in Eq. (4) its value as given by Eq. (5), and putting 
this value of Ee in Eq. (3), we have 


W = 


QAbBalawDrNZL 


(6) 


60 X 108 ^ 

/ 

from which it is necessary to eliminate Z and /«, if the formula is to have 
any practical value. ^ 

A quantity that varies somewhat with the specifications of a machine, 
t,e., kilowatt output, speed, and voltage, and whose value may be reason¬ 
ably estimated by the experienced designer, is the specific loading^ defined 
as the ampere-conductors per inch of armature periphery and repre¬ 
sented by the symbol q. Thus 

ZIe 


whence 


^ tD 


Zh = qirD 


Substituting in Eq. (6) we have 



W X lOA 
N\ B^Jqr ) 


(7) 


This is not an empirical formula, since it is based on fundamental scientific 
principles, and it is capable of giving valuable information regarding the 
size of the armature core, provided the quantities Bg, q, and r can be 
correctly determined. 

The quantity ^ will depend upon the flux density in the armature 
teeth, which, in turn, depends upon the proportions of the teeth and slots. 
If the flux density in the teeth is very high, this may lead to (a) an exces¬ 
sive number of ampere-turns on the field poles to overcome tooth reluc¬ 
tance, and (6) excessive power loss in the teeth through hysteresis and 
eddy currents. 

As a guide in selecting a suitable gap density for the preliminary calcu¬ 
lations, the accompanying table may be used. The column headed Bg 
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is the apparent air-gap density expressed approximately in lines per 
square inch. 

APPROXIMATE VALUES OF APPARENT AIR-GAP DENSITY 


Output, kw 

K 

Output, kw 

B': 

5 

37,000 

750 

61,000 

10 

42,000 

1,000 

62,000 

20 

45,000 

1,500 

62,500 

30 

47,000 

2,000 

63,000 

40 

48,500 

2,500 

63,500 

50 

50,000 

3,000 

64,000 

100 

53,000 

4,000 

65,000 

200 

56,500 

5,000 

65,500 

300 

57,500 

7,500 

66,500 

400 

58,500 

10,000 

67,000 

500 

59,000 

Larger 

67,500 


The expression ^‘apparent g ap den sity means that the flux is supposed 
to be distributed uniformly over the face of the pole and the effect of 
fringing is neglected. Thus 

J 5 " — total flux p^ pole 
^ area of pole face 

It is customary to think of this as the average density over the armature 
surface covered by the pole face, in which case 

^ 

where Z®, and r have the same meaning as in formula (5), and t is the 
pole pitch or length of arc from center to center of pole measured on the 
armature periphery. The lower values of B'', corresponding to the smaller 
outputs, are required mainly because the increased taper of the teeth 
with the smaller armature diameters would lead to abnormally high 
densities at the root of the teeth if the air-gap density were not reduced. 

The quantity q in formula (7) is determined, in the first place, by the 
heating limits, but armature reaction and sparkless commutation have 
some bearing upon its value; it is further affected by such practical con¬ 
siderations as cost of manufacture and operating efficiency. The larger 
values of specific loading are, as a rule, preferable in the design of machines 
having given specifications; they may be increased (1) by reducing the 
armature diameter, or (2) by increasing the number of armature con¬ 
ductors. However, a reduction in D must be accompanied by an 
increase in armature-core length U because reasonable flux densities must 
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not be exceeded; moreover, an increase in Z means that the reactance 
voltage will be raised, an objectionable tendency. Practical values of 
specific loading range between 350 and 650 for noninterpole machines 
and about 400 to 1,300 for those with commutating poles; the larger 
quantities apply, in general, to dynamos having the higher output ratings. 
The accompanying table lists suitable values for use in formula (7). 



The quantity r in formula (7) usually has a value between 0.6 and 0.8, 
a common value being 0.7. When the machine is provided with com- 

nole arc 

mutating interpoles, the ratio must be small in order to make 

room for the interpole. In this ease a figure between 0.() and 0.04 would 
be selected as a suitable value for r. 


must be small in order to make 


If the speed of rotation N is not specified, it is necessary to make some 
assumption^ regarding the 'peripheral velocity of the armature. This 
velocity lies between 3,000 and 10,000 fpm; the lower values correspond¬ 
ing to machines of which the speed of rotation is low, w’^hile the higher 
values would be applicable to belt-driven dynamos, or to direct-coupled 
sets, of which the prime mover is a high-speed engine or high-head water¬ 
wheel. When the generator is coupled to a steam turbine, the speed is 
always exceptionally high, and the surface velocity of the armature may 
then attain 3 or 4 miles per min. The discussion of steam-turbine-driven 
generators, in so far as the electrical problems differ from those of the 
lower-speed machines, will be taken up in connection with alternator 
design. 

The peripheral velocity in feet per minute is 


irDN 

12 


V 
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Relation of la to D. The output equation (7) shows thiit there is a def¬ 
inite relation between the volume of the armature and the output, provided 
the quantities represented by the symbols 5'', g, and r can be estimated. 
In order to determine the relation between the length la and the diameter 
Z), certain further assumptions must be made. Thus 


where p = the number of poles, and A* is the ratio -. 

armature length 

A square cross se(‘tion of the pole core under the windings will lead to 
economy of copper in the field winding, but, owing to the large proportion 
of the end-connection copper compared with the “ activecopper on the 
armature, a fairly large axial length of armature core is not uneconomical. 
A value for k as low as 0.667, z.c., la = 1.5 rr, will usually not be objection¬ 
able. If the pole face is square—a design that is sometimes employed— 
k = 1 and, for interpole machines. 


^ ^ JL ^ 0 . 5 p (approx); t.c., 1) = ~ la (approx) 

La ^ 

It is not always possible or desirable to provide a square pole face, and, 
indeed, it is necessary to check the dimensions of the armature core by cal¬ 
culating the peripheral velocity. If a suitable value for the peripheral 
velocity can be assumed, the diameter is readily calculated because 


3. Number of 

relation between 
(8), the number 
number of poles 
pole pitch. 

Frequency of Z)- 
conductors and 
between 30 and 
The frequency is 


Poles—Pole Pitch—Frequency, For calculating the 
the length and diameter of armature core by formula 
of poles p must be known. The selection of a suitable 
will be influenced by considerations of frequency and 

-C Machines. The frequency of currents in the armature 
of flux reversals in the armature core generally lies 
60 cycles per second in continuous-current generators. 
f = (p/2) X (A/60) whence 


( 9 ) 
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This relation is useful for determining the probable number of poles when 
the diameter and, therefore, the peripheral velocity are not known. 

Pole Pitch. The distance between pole centers is limited by armature 
reaction. It will readily be understood that the armature ampere-turns 
per pole will be proportional to the pole pitch, except for variations in the 
specific loading q. With a large number of ampere-turns per pole on the 
armature, it is necessary to provide a correspondingly strong exciting field 
in order that the armature shall not overpower the field and produce 
excessive distortion of the air-gap flux, resulting in poor regulation and 
sparking at the brushes with changes of load. Reasonable practical 
values for ampere-conductors per pole (i.c., in the space of one pole pitch) 
are given in the accompanying table. 

APPROXIMATE VALUES OF AMPERE-CONDUCTORS PER POLE 
Output, kw ZIe/p 

Up to 100 10,000 or less 

100 to 500 10,000 to 15,000 

500 to 1,500 15,000 to 20,000 

Over 1,500 Up to 25,000 

Ampere^ums on Armature. Exactly what is meant by the expression 
‘‘ampere-turns per pole,^' when applied to the armature winding, should 
be clearly understood. In a two-pole machine, the total number of 



Fig. 2. Current distribution in windings of bipolar armature. 

ampere-turns on the armature is TI = (Z/2) X /x, because the current 
le in Z/2 conductors on one-half of the armature surface is balanced by an 
equal but opposite current in Z/2 conductors on the other half of the 
armature surface, as indicated in Fig. 2. Now, since there are two poles, 
we may say that the ampere-turns per pole are 

(!■/). - i 

or just half the number of ampere-conductors in a pole pitch. This rule 
applies also to the multipolar machines. Thus, in Fig. 3, the horizontal 
datiun line may be thought of as the developed surface of a four-pole 
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dynamo armature. The brushes are so placed on the commutator that 
they short-circuit the coils when the coil sides are approximately halfway 
between the poles. It is, therefore, permissible to show the brushes in 
this diagram as if they were actually in contact with the conductors on the 
geometric neutral ” line. The armature mmf will always be a maximum 
at the point where the brushes are placed, because the direction of the cur-- 
rent in the conductors changes at this pointy producing between the brushes 
belts of ampere-conductors of opposite magnetizing effect, as indicated in 



Fig. 3. The broken straight line indicates the distribution of the arma¬ 
ture mmf over the surface. Its maximum positive value occurs at A and 
its maximum negative value at B. These maximum ordinates are of the 
same height and equal to one-half the ampere-conductors per pole pitch, 
as will be readily understood by inspecting the diagram. Thus, whether 
the machine is bipolar or multipolar, the armature ampere-turns per pole 
are 


(TI)a = ^ (amp-conductors per pole pitch) 

2p 


( 10 ) 


In practice, a safe upper limit for the pole pitch is t = 26,000/g. If 
q = 1,800, the maximum allowable pole pitch is r = 20 in., which dimen¬ 
sion is rarely exceeded in ordinary types of dynamos. 

Number of Poles. A large number of poles reduces the amount of the 
flux per pole and shortens the length of the magnetic circuit. This leads 
to a reduction in weight and cost of material, but a very large number of 
poles, especially in machines of small output, involves a large number of 
parts and an increase in cost of labor. The best number of poles for a 
machine of given speed and output is controlled partly by these considf^ra- 
tions and partly by the amount of the current to be collected by each 
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brush arm. It is well to avoid the collection of more than about 500 amp 
per brush arm. Values as high as 1,000 amp per brush arm are used in 
connection with low-voltage machines; but, on machines wound for 250 to 
500 volts, the current collected per brush arm usually lies between the 
limits of 600 and 300 amp. 

As a guide in selecting a suitable number of poles for a preliminary 
design, the accompanying table may be of use. It is based on the usual 
practice of manufacturers. 

NUMBER OF POLES AND USUAL SPEED LIMITS OF DYNAMOS 


Output, kw 

No. of poles 

Speed, rpm 

2 or less 

2 

Over 1,250 

2 to 75 

4 

000 to 1,750 

75 to 200 

6 

Up to 1,200 

200 to 500 

6 or 8 

Up to 1,200 

500 to 1,500 

8 to 12 

Up to 900 

1,500 to 2,500 

12 or 14 

Up to 500 

2,500 to 5,000 

14 to 24 

Up to 375 


After selecting what seems to he a reasonable number of poles from this 
table, and working out preliminary dimensions, a check should be made 
on the amperes per brush arm, the frequency, the pole pitch, the ampere¬ 
conductors per pole, and the peripheral velocity of the armature before 
definitely deciding upon the number of poles. 

If the machine is driven by a high-head water turbine or by an a-c 
motor- as in motor-generator sets—the speed would be somewhat higher, 
and the number of poles fewer, than the average figures as given in the 
preceding table. 

When using this or any other table or data intended to assist the 
designer wuth approximate values, it is necessary to exercise judgment, or 
at least be guided by common sense. For instance, it may be necessary 
to depart from the values given in the table in the case of machines direct- 
coupled to slow-running engines. 

4. Length of Air Gap and Pole-shoe Design. The controlling factor 
in determining the air gap is the armature strength or ampere-turns 
per pole of the armature. If the mmf due to the armature greatly 
exceeds the excitation on the field poles, there will be trouble due to field 
distortion under load, which will lead to poor regulation and commutation 
difficulties. In machines without commutating poles, which rely upon 
brush shift to prevent sparking (a type of machine rarely met with now¬ 
adays), a safe rule is to provide an air gap such that the open-circuit 
ampere-turns required for the air gap alone—assuming a smooth core and 
no added reluctance due to slots—would be equal to the ampere-turns 
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on the armature at full load. Thus if {TI)g are the ampere-tums per 
field pole required to overcome the reluctance of an air gap of length 5, 
we may write {TI)g = (T/)a, where {TI)a stands for the armature 
ampere-turns as calculated by formula (10). This gives for h the value: 


or, approximately, 


. ^ {TI)a X 0.47r 
2MB 


. _ 1 {TI)a 


in. 


(11) 


where Bg is in gauss and may be taken as the apparent flux density in the 
air gap under the pole face on the assumption that there is no fringing. 

When machines are provided with commutating poles, there is no brush 
shift with increase of load and therefore no directly demagnetizing effect 
due to the ampere-turns on the armature. The air gap as calculated by 
formula (11) may then be reduced from 30 to 50 per cent. This leads to 
the following convenient approximate formula in which the air-gap den¬ 
sity is expressed in maxwells per scpiare inch of the area under the 
pole face. Thus: 


b 


1 {TDa 

2 Bg 


X 0.02 


1 V 

2 ^ B'Vfl.45 


X 0.62 


ZIe 

pB'J 


in. (12) 


In this formula Z = total number of conductors in the armature slots; 
Ic = amperes per conductor, and p = number of poles. 

The air gap in modern dynamos and motors of standard design with 
commutating poles is very closely approximated by the formula: 


8 = 0.04 \/D + 3 in. (13) 

where D = diameter of armature core in inches. Formula (13) may be 
used as a check on the gap length calculated by formula (12), but it does 
not apply to machines with armatures smaller than 15 in. diameter. 
When pole-face windings (see Art. 33) are used, a further reduction may 
be made, the controlling factors then being mechanical clearance and pos¬ 
sible decentralization of armature due to wear of bearings, ventilation dif¬ 
ficulties, and eddy currents caused by ‘‘tuftingof flux lines at tooth tips. 

The length of the air gap determined by formulas (12) and (13) must 
not be uniform under the entire pole face but must be shaped to give a 
gradually increasing distance toward both pole tips. The air gap at the 
tips (just before the usual rounding off at the extreme ends) is generally 
13 ^^ to 2 times the air gap under the center of the pole. This practice 
permits the flux-density distribution to taper off from a maximum under 
the pole center to zero near the neutral zone, and results in improved com¬ 
mutation and a tendency to reduce magnetic noises in toothed armatures. 
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Figure'4 illustrates the general shape of a pole shoe and indicates the use¬ 
ful flux as it passes from the pole shoe to the cylindrical armature core. 

6. Illustrative Example. Make preliminary calculations to determine 
the major dimensions for an interpole generator that will have an output 
of 200 kw at 250 volts when operating at a speed of 1,200 rpm. 



Fig. 4. General shape of pole shoe and flux distribution. 


Starting with output formula (7), it is seen that the values of g, and 
r must be selected from data previously given. Taking = 56,500, 
q = 800, and using r = 0.63, 


laD^ = 


200,000 / ff.06 X 10» 

1,200 \56,500 X 800 X 0.63 


3,550 


For a 200-kw 1,200-rpm machine, 6 poles will be satisfactory, so that 


6 X 1,200 
120 “ 


= 60 cps 


Using a rectangular pole face, where /« = 1.25rT, 


thus 

from which 
and 


la = ^1.25t X D = 0.413/1 

0.413/1’ = 3,550 

D = -^ypOO = 20.5 in. 


, 3,550 „ , . 


The peripheral velocity will be 
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A tentative air gap of S * \/20.6 + 3/25 = 0.19 in. will be chosen, 
and this will be increased to 0.3 in. at the pole tips. 

The pole arc rr = 0.63ir X 20.5/6 = 6.75 in. 

TEST PROBLEMS 

One volt ia generated in a conductor when flux is cut at the rate of 100,000,000 maxwells 
per sec, 

tC A circular coil containinfi; 100 turns of wire has a mean diameter of 14 cm. 
Calculate the mean value of the voltage generated in the winding when the plane 
of the coil is moved from a position normal to a uniform magnetic field of 10,000 
gauss into a position parallel to the field in sec. Ans. 92.6 volts. 

ftf A coil consisting of 23 turns of insulated wire is wound around one tooth of a 
slotted armature core. When the speed of the armature is such that the coil travels 
the distance of one pole pitch in 0.018 sec the average vajue of the emf induced in 
the winding is 2 volts. Calculate the maximum amount of the flux which passes 
through the coil at the instant when it is under the center of any one of the pole faces. 

Ans. 78,300 maxwells. 

9^ The ‘‘active’^ conductor in the slot of a d-c armature is 16 in. long. The 
average flux density under the polos is 60^000 maxwells per sq in., and the poles cover 
75 per cent of the armature surface. Calculate the number of armature conductors 
which must be connected in series to develop 280 volts when the peripheral velocity 
of the armature is 60 ft per sec. Ana. 54. 

Given a d-c machine: number of poles = 10; frequency =* 20; peripheral 
velocity « 3,000 fprn. Calculate diameter of armature in inches. Ans. 47.8. 

V. What is the number of poles in a d-c generator with a 36-in. diameter armature 
of which the peripheral speed is 3,000 fpm when the frequency is 21.2 cps? Ans. 8. 

In a six-pole dynamo with an armature 1J in. in diameter, the pole faces cover 
64 per cent of the armature surface, and the flux per pole is 2^000,000 maxwells. 
Calculate the axial length of the armature core corresponding to an average air-gap 
density of 6,500 gauss under the pole faces. Ans. 7.9 in.' 

Y. What is the current per armature conductor in a four-pole d-c generator with 
a total of 288 armature conductors when the load is such as to produce 2,160 amp- 
turns per pole on the armature? Ans. 60 amp. 

v8. Given the following particulars relating to a d-c generator: number of poles = 12; 
armature diameter =« 60 in.; gross length of armature core = 12 in.; ratio of pole arc 
to pole pitch « 0.65; flux per pole in air gap = 6,000,000 maxwells; armature ampere- 
turns per pole 6,000. Calculate (a) the average flux density in air gap under pole 
face; (6) the specific loading (ampere-conductors per inch of armature periphery). 

Ans. (a) 49,000 maxwells per sq in.; \h) q = 763. 

9. A 30-kw 125-volt d-c generator has an armature whose diameter is 12 in. If 
one-half of the total current passes through each conductor, calculate the total 
number of armature conductors for a specific loading q of 630. Ans. 198. 

10. Calculate the average flux density in the air gap of a d-c generator, given the 
following particulars: armature diameter =* 19 in.; number of poles « 6; ratio of 
pole arc to pole pitch = 0.65; speed of armature in rpm « 870; volts generated in 
each armature conductor » 2.92. Ans. 52,000 lines per aq in. 



CHAPTER 3 


ARMATURE WINDINGS AND ARMATURE DESIGN 

PRINCIPLES 


6* Types of Armature Winding. Modern d-c machines employ two 
general types of armature winding; these are designated lap and wave. 
They are distinguished from each other in two general ways: (1) from the 
standpoint of construction they differ only by the manner in which the 
coil ends are conne(‘ted to the commutator segments; (2) from the stand¬ 
point of an electrical circuit they differ in the number of parallel paths 
between positive and negative brushes. The simplest armature windings 
are called simplex^ simplex-lap and swiplex-wave: they are, by far, the 
most widely used arrangements in present-day pra(‘ti(‘e. Other modifi(*a- 
tions of lap and wave types are called multiplex, multiplex-lap and 
multiplex-wave; these differ from those of simplex construction by having 
more parallel paths between plus and minus brushes. Multiplex-lap 
windings are seldom employed, and only occasionally on very low-voltage 
dynamos; also, designers rarely find a need for an independent multiplex- 
wave winding, its use being limited, for the most part, to the combination 
lap-wave winding, the so-called/ro( 7 -Zcg winding. 

Simplex-lap windings have as many parallel paths as main poles; 
simplex-wave windings have two parallel paths regardless of tlie number 
of poles. Since wave-wound armatures operate more satisfactorily than 
do those with lap windings without equalizers they are nearly always used 
on dynamos when the current per circuit does not exceed 250 to 300 amp. 
The degree of multiplicity of a multiplex winding indicates the relative 
number of parallel paths with respect to the number in a simplex winding. 
Hence, designating the multiplicity of a winding by the term ^^plex,^’ (1) 
the number of parallel paths in a lap winding is p X plex, and (2) the num¬ 
ber of parallel paths in a wave winding is 2 X plex. 

7. Coil Constructions. The individual coils of all d-c armature wind¬ 
ings are so constructed that w^hen placed in the core slots they build up two 
layers of coil sides, one on top of the other; for this reason they are often 
referred to as double-layer windings. The practice is to employ diamond¬ 
shaped coils made in special forming machines. The rear and front bends 
are constructed so that one coil side is on a circumferentially higher level 

?0 
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than the other; this construction makes it possible to place the higher side 
in the top of a slot and the lower side in the bottom of a slot. Figure 5 
illustrates how this is done for one coil of a lap or wave winding. 

Coils for lap and wave windings are identically formed. The only con¬ 
struction difference between them, however, is the manner in which the 
coil ends are brought out. In lap windings, the ends usually emerge mid¬ 
way between the sides so that connections may be made to segments that 
are close together; in wave coils, the ends are brought out at the sides so 




that they may easily be bent outward for connection to segments about 
360 ele(‘trical degrees apart, i.c., "IirDr p approximately, where Dr is the 
commutator diameter. Figure 6 indicates how two-turn lap and wave 
coils are connected to the commutator. 

8. Coil and Commutator Pitches. The two most important aspects 
of coils for d-c armature windings are (1) its coil pitch, and (2) its co?n- 
mutator pitch. The first of these refers to the distance between the two 
sides of the individual coils. Measured in terms of slots, it is determined 
in exactly the same way for all windings, whether lap or wave, simplex or 
multiplex. The fundamental rule that fixes the coil pitch in any given 
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machine is: the distance between the two sides of a coil must he equal (or very 
nearly so) to the number of slots in one pole pitch. The reason for this is 
that: (1) in a generator, the voltages generated in the two sides of a coil 
can be additive only when they occupy similar positions under poles of 
opposite polarity at the same instant, (2) in a motor, the forces developed 



Fig. 6. Coil connections to the commutator for: (a) simplex-lap winding; (6) wave 
winding. 

in the two sides of a coil can be in the same direction, clockwise or counter¬ 
clockwise, only when they occupy similar positions under poles of opposite 
polarity at the same instant. The foregoing rule may be expressed by 
the formula 

(14) 

V 


where = coil pitch, in slots 
S = number of slots 

k = any part of S/p that must be subtracted to make F, an 
integer 

When the coil span is exactly 180 electrical degrees, i.e., when A: = 0, 
the winding will he full pitch; under all other conditions, i.e., when fc 0, 
the winding is fractional pitch and is said to be chorded. Chording has the 
Effect (1) of slightly reducing the generated voltage in a generator, (2) of 
slightly reducing the developed torque in a motor, and (3) of widening the 
commutating zone. Since the latter effect is particularly objectionable it 
is customary to limit the degree of chording to less than one slot pitch in 
noninterpole machines, and one-half of one slot pitch in interpole 
machines* 



Art. 8 ARMATURE WINDINGS* AND DESIGN PRINCIPLES 23 


The commutator pitch, symbolized by Yc, refers to the distance on the 
commutator between the two ends of a coil element. Measured in terms 
of commutator segments its value, for a Zap winding, is equal merely to its 
multiplicity; thus. Ye equals 1, 2, 3, 4, etc., for simplex-, duplex-, triplex-, 
quadruplex-, etc., lap windings, respectively, these numbers indicating 
that the coil ends are joined to segments 1 and 2, 1 and 3, 1 and 4, 1 and 5, 
etc., for values of Ye that are equal to 1, 2, 3, 4, etc., respectively. 

Although a lap winding may be placed on an armature having any num¬ 
ber of segments, this is not possible when the wave type is employed. To 
understand why this is so it must be pointed out that d-c windings are 
closed-circuit windings, and in this respect are singly reentrant when they 
are simplex; i.6., proceeding from any segment, the entire winding must 
be completely traced before reentering the starting point. This means 
that a simplex-wave winding will have one degree of reentrancy only if 
the number of segments is properly selected with respect to the number of 
pairs of poles. The calculated value of Ye must, in fact, be such that, 
after tracing the winding once around the commutator the last-coil ele¬ 
ment must arrive one segment behind, or one segment ahead, of the start¬ 
ing segment; therefore, repeated tracings around the commutator cause 
the arrival segment to continue to drop back or fall forward one segment 
at a time until the complete winding closes on the starting segment More¬ 
over, when the winding is duplex-, triplex-, quadruplex-, etc., wave the 
arrival segment, after one round of tracing, is 2, 3, 4, etc., segments, 
respectively, behind or ahead of the starting segment. This simple anal¬ 
ysis makes it possible to write the following empirical formula for the 
commutator pitch of a wave winding: 


Ye 


^±jn 

p/2 


(16) 


where Ye must be an integer 

C = number of commutator segments 
m = degree of multiplicity 

Two examples should make this clear. The commutator pitch Ye of a 
simplex-wave winding, placed on a 227-segment 6-pole armature, is 
(227 -h l)/3 = 76; therefore, each armature-coil element will be con¬ 
nected to segments 1 and 77. This means that, starting at segment 1, the 
winding is traced to segments 77, 153, and 229, t.e., segment 2, aftpr one 
round; note that segment 2 is one ahead of segment 1, which is correct for 
simplex-wave. Again, the commutator pitch Ye of a triplex-wave wind¬ 
ing, placed on a 240-segment 6-pole armature, is (240 — 3)/3 = 79; each 
armature-coil element will, therefore, be connected to segments 1 and 80. 
Thus, starting at segment 1, the winding is traced once around the com- 
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mutator to segments 80, 159, and 238; note that segment 238 is three 
behind segment 1, which is correct for triplex-wave. 

Observe particularly that whether the plus or minus sign in formula 
(15) is used depends upon which of the two symbols yields an integer for 
Vc; in some cases, as in 4-pole simplex-wave windings, ezlher one will be 
satisfactory. 

Figure 7 represents a diagram of a 4-pole simplex-lap winding for an 
armature with 16 slots and 16 segments; note that each of the single-turn 
coils is connected to adjacent segments. Figure 8 shows a similar type of 



Fio. 7. Diagram of a simplex-lap winding for a 4-polp 10-slot 10-segment armature. 

diagram of a 4-pole simplex-wave winding for a 17-segment 17-slot arma¬ 
ture; in this case Fc == (17 ~ l)/2 = 8, which means that each single- 
turn coil is connected to segments 1 and 9. [Note that the minus sign 
was used in formula (15), although the plus sign is equally satisfactory.] 
9. Armatures with Segments>to-Slots Ratio Greater than One. 
Modern armatures are frequently designed with more commutator seg¬ 
ments than slots for the following reasons: (1) For a given terminal emf 
the voltage between adjacent segments decreases as the number of com¬ 
mutator bars is increased. This reduces the reactance voltage per short- 
circuited coil and thereby tends to improve commutation. (2) As the 
number of core slots is reduced the teeth become mechanically stronger, 
and this results in less damage to laminations and coils in manufacture. 
(3) For a comparatively large number of segments, the choice of an arma- 
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ture core with one-half, one-third, one-fourth, etc., as many slots means 
that fewer coils—multielement coils to be sure—will be necessary; this 
reduces the manufacturing cost. 

Each completely formed coil will contain as many elements as the ratio 
of segments to slots. (An element is that part of an armature winding 
that is connected to two commutator segments.) Thus, if the ratio is 2, 
3, 4, etc., the individual coils will have 2, 3, 4, etc., elements, respectively. 
This is illustrated by Fig. 9 for two-element, three-element, and four- 
element simplex-lap coils. (Similar types of coils would be used for wave 



Fi<i. 8. Diagrain of a simplex-wave winding for a 4-pole 17-slot 17-seginent armature. 

windings, although the commutator connections would follow^ the princi¬ 
ples previously given.) To further emphasize the importance of arma¬ 
ture windings having multielement coils, as well as the systematic 
arrangement of the coils and their commutator connections, a complete 
diagram of a simplex-wave winding is given in Fig. 10; this is for a 13-slot 
39-segment 4-pole armature in which Fa = — 3^^ = 3 and Fc = 

(39 - l)/2 = 19. 

Four-pole machines with ratings up to about 75 kw for generators and 
100 hp for motors are manufactured in considerable numbers. These are 
generally simplex-wave wound w^hen the voltage is high enough to limit 
the current to about 250 amp per armature-winding path. Furthermore, 
the design of many armatures in the ranges indicated makes it desirable 
to employ a segment-to-slot ratio of 2. Now^ then, since four-pole 
simplex-wave-wound armatures must have an odd number of segments — 
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formula (15)-fthe number of slots cannot be exactly half that many, 
because an odd number divided by two always yields an integer plus one- 
half. In such cases, the designer, having selected the proper odd number 
of segments for a four-pole simplex-wave winding, must use one-half slot 
more than required, with the result that the completed winding, with its 





Fig. 9. Sketches illustrating multielement simplex-lap coils. 

two-element coils, has an excess of one element (one-half of a coil) that 
cannot be connected to the commutator. This extra element is left in the 
armature for mechanical balance and, being open-circuited, serves no 
electrical function; it is called a dummyor ^'dead^^ element. 

Armatures with three or more times as many segments as slots (approx¬ 
imately) are also used for four-pole simplex-wave armatures. Practical 
examples of segment-slot combinations requiring dummy elements are: 
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39 segments, 20 slots; 73 segments, 37 slots; 89 segments, 45 slots; 93 seg¬ 
ments, 47 slots; 95 segments, 32 slots; 119 segments, 40 slots; 227 seg¬ 
ments, 76 slots. In general, dummy elements must be employed in all 
windings that are placed on armatures whose segments-to-slots ratios are 
not integers. Figure 11 illustrates a complete winding diagram in which 
a dummy element is used. 



Fig. 10. Diagram of four-pole simplex-wave winding for armature with three times 
843 many segments as slots. 

10. Equalizing Connections for Lap-wound Armatures. If the mag¬ 
netic circuits of the various parallel paths in a lap-wound dynamo are not 
of equal reluctance, there will be an unbalancing of the generated emfs, 
producing circulating currents through the brushes. The inequality of 
the magnetic permeances is usually due to eccentricity of the armature 
relative to the bore of the poles, and, even when the unbalancing effect 
is small in a new machine, it is likely to increase, because of wear oi the 
bearings. 
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By providing easy paths for the out-of-balance current components, it 
is possible to equalize the differences of pressure before the current reaches 
the brushes. 

In large machines with armature cores built up of sheet steel sectors all 
punched from the same die, the number of coils in the armature winding 
will be a multiple of the number of pairs of poles. It is, therefore, easy to 
select points on the winding which should always be exactly at the same 



Ficj. 11. Diaji^ram of four-pole wave winding showing a “dummy” element. 


potential. Thus, in an eight-pole ma(‘hine, commutator bars spaced 
exactly 90 mechanical degrees (360 electrical degrees) apart can be per¬ 
manently joined by equalizing connections at the back of tlie commuta¬ 
tor. If all the bars are so connected the best possible eciualizing effect is 
obtained; but it is not unusual to provide only one-third or one-fourth of 
the total number of bars with equalizing connections, the cross section of 
which is about one-half to three-quarters of the armature conductor 
section. 

In some designs a number of insulated copper rings arc provided at the 
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back of the armature and connected to points on the winding which would 
be at the same potential if the amount and distribution of the magnetic 
flux were exactly the same under all the poles. 

The equalizing connections of lap-wound armatures do not entirely 
prevent the unbalancing of currents in the armature windings; but by 
providing a short circuit to the paths through brushes and connecting 
leads of the same sign, they tend to maintain the equality of currents 
through the various brush sets. In the simplex-wave winding, with only 
two armature paths in parallel, equalizing connections are not necessary 
because each of the two parallel paths is made up of conductors that are 
distributed more or less uniformly under all the poles. 

To illustrate how equalizers are connected at the commutator end of a 
lap winding, assume a (i-pole 54-slot lG2-segmcnt armature. Since 360 
electrical degree's is rei)res('iited by a distance that is equivalent to 162/3 
= 54 segments, each of the 54 eeiualizers, for 100 per cent equalization, 
will be joined to three points on the commutator 54 bars apart. The fol¬ 
lowing table lists the connections to be made. 


1-55-109 

10-04- 

•118 

19-73-127 

28-82-130 

37-91-145 

46-l(K)-154 

2-50-110 

11-05- 

119 

20-7 1-128 

29-83-137 

38-92-140 

47-101-155 

;^57-l 11 

12-00- 

120 

21-75-129 

30-84-138 

39-93-147 

48-102-150 

1-58-112 

13-07- 

121 

22-70-130 

31-85-139 

40-91-1 18 

49-103-157 

5-59-113 

1 1-08- 

122 

23-77-131 

32-80-110 

41-95-149 

50-104-158 

0-00-114 

15-09- 

123 

21-78-132 

33-87-141 

42-90-1.50 

51-105-159 

7-01-115 

10-70- 

121 

25-79-133 

31-88-112 

43-97-151 

52-106-160 

8-02-110 

17-71- 

125 

20-80-134 

35-89-143 

41-98-152 

53-107-161 

9-03-117 

18-72- 

120 

27-81-135 

30-90-111 

45-99-1.53 

54-108-162 


11. Frog-leg Windings. Wave windings arc, in general, less com¬ 
plicated than e(iualized-lap ^^indings, easier to install and service, and less 
expensive. However, since a simplex-wave winding has only two parallel 
paths, each of \\lii(*h is practically restricted to a maximum of about 250 
amp, the upper limit for machines using this type of winding is approx¬ 
imately 500 amp; for 250 volts, this means a maximum rating of 125 kw. 
For higher-current values equalized-lap windings are usually employed, 
although multiplex-wave windings having 2m paths are sometimes 
attempted. 

A construction that combines the advantages of both the lap and wave 
types is the so-called frog-leg winding, developed by the Allis-Chalmers 
Manufacturing ('’ompany. Actually a combination of a simplex-lap and 
a multiplex-wave winding, the latter section has a plex that provides it 
with the same number of parallel paths as are in the lap section; thus, 
every frog-leg winding has 2p parallel paths. Moreover, since every 
series combination of a lap element and a wave element, which is con¬ 
nected to two segments exactly 360 electrical degrees apart, develops zero 
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net voltage, each of these lap-wave combinations acts like an equalizer; 
all frog-leg windings are, therefore, 100 per cent equalized. 

The unique design feature of the frog-leg winding is that each complete 
coil is made up of a lap and wave portion; the lap portion has its ends 
brought in for connection to adjacent segments, while the wave portion 
has its ends bent outward for connection to segments about 360 electrical 
degrees apart. In selecting the number of commutator bars for a partic¬ 
ular frog-leg winding, two important conditions must be fulfilled, namely, 
(1) a multiplex-wave winding having a plex equal to p/2 must be possible 
—see formula (15), and (2) segments p/2 must be an integer. One 
example is a 216-segment commutator for a six-pole frog-leg winding. 



Pig. 12. Diagram showing two frog-log coils for a six-pole winding in an armature 
having 126 slots and segments. 

This requires a triplex-wave portion having a commutator pitch Yc = 
(216 + 3)/3 = 73; note also that 216/3 = 72, an integer. Another 
example is a 120-segment commutator for an eight-pole frog-leg winding. 
The wave portion will be quadruplex so that Ye « (120 — 4)/4 = 29; 
also, 120/4 = 30, an integer. 

Figure 12 illustrates two frog-leg coils, properly shown in slots and con¬ 
nected to the commutator, for a 6-pole 126-slot and 126-segment arma¬ 
ture. The coil pitch F, == 126/6 == 21, and the commutator pitch for the 
triplex-wave section is Yc = (126 — 3)/3 == 41. Note particularly that 
wave element Wi and lap element h are in series between segments 1 and 
43, exactly 360 electrical degrees apart; in this respect they act {is an 
equalizer as well as voltage-generating elements. The winding will have 
12 parallel paths, and each slot will contain four layers of conductors. 
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12. Number of Slots. Although the calculation of flux densities in 
the teeth will be dealt with later, it may be stated that it is usual to design 
the slot with parallel sides and make the slot width from 0.3 to 0.5 of the 
slot pitch. It is very common to make slot and tooth width the same 
(i.e., one-half the pitch) on the armature surface, but in order to obtain 


the proper flux density in the teeth, the ratio 


tooth width 
slot width 


should be about 


1.1 to 1.5. 

What has been referred to as the slot pitch may be defined as the quo¬ 
tient: armature surface periphery divided by the total number of slots. 
The slot pitch will usually be between in. in small machines and 1J4 
in large machines with a large air gap and pole pitch. A very comihon 
value for the slot pitch is 1 in., or thereabout^s. With a slot pitch of 13^ 
in. the slot will usually be 3^ in. or even less. The slot depth is determined 
to a large extent by the diameter of the armature, because with a small 
diameter and slots with parallel sides the flux density is likely to be exces¬ 
sive near the root of the tooth if the slot is deep. A depth of 134 is not 
frequently exceeded in armatures 10 in. in diameter, but an armature 48 
in. in diameter may have slots 2 in. deep, or more. The ratio of slot depth 
to slot width usually lies between the limits 3 and 5 in modern dynamos. 
It is obvious that a small number of teeth would lead to a reduction of 
space taken up by insulation and, generally speaking, would lead also to a 
saving in the cost of manufacture. Other considerations, however, show 
that there are many points in favor of a large number of teeth. Unless 
the air gap is large in relation to the slot pitch, there will be appreciable 
eddy-current loss in the pole pieces on account of the tufting of the flux 
lines at the tooth top. Again, pulsations of flux in the magnetic circuit 
are more likely to be of appreciable magnitude with few than with many 
teeth, and, when the tooth pitch is wide in relation to the space between 
pole tips, commutation becomes difficult because of the variation of air- 
gap reluctance in the zone of the commutating field. 

Consideration in the selection of the number of slots must also be given 
to the manner in which the air-gap reluctance between the pole faces and 
the irregularly shaped armature-core surface is affected by the rotating 
armature. To avoid flux 'pulsations, i.e,, changes in air-gap flux, a con¬ 
dition that gives rise to pole-shoe iron losses and magnetic noise, the air- 
gap reluctance per pair of poles should be practically constant; the latter 
is generally attained if the number of slots per pair of poles is an odd 
integer, or, to put it another way, if the slots per pole is an integer plus 
Moreover, if the flux is to be prevented from oscillating forward and 
backward across the pole faces, the air-gap reluctance under the pole faces 
must be kept reasonably constant for all relative positions of pole shoes 
and armature core; this condition is approximated by (1) properly cham- 
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fering (beveling) the tips of the pole shoes; (2) making the slots narrow in 
proportion to the width of the teeth; and (3) making the number of slots 
that are exposed to each pole shoe equal to an integer plus 3-^. Figure 13 
illustrates the foregoing discussion and indicates how flux pulsations and 
oscillations are minimized. Note particularly that, in the two extreme 
armature-core positions of Figs. 13a and ?>, with slots per pole, the 
air-gap reluctance per pair of poles remains constant; also, with 4}^ slots 
per chamfered pole face the air-gap reluctance between pole face and core 
is essentially unchanged. 


I i 
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(b) 

Fig. 13. Skrtrlios illustmting that the air-gap rehictaiiee per pair of })oles, and under 
the pole faces, is practically constant when S/p and rS/p are intc'gers plus ’ 2 * 


In actual designs it is freciuently neither possible nor desirable to fulfill 
both of the conditions indicated; in such cases the number of slots per 
pole arc should be an integer, with the slots per pole ecjual to an integer 
plus Yi. 

13. Insulation of Dynamo Windings—Materials. The average volt¬ 
age between the terminals of an armature coil for a d-c dynamo rarely 
exceeds 25 volts, and it follows that the potential difference between the 
conductors in one coil cannot be very high. The copper conductors are 
usually insulated with cotton spun upon the wire in two layers. Cotton 
braiding is sometimes used on large conductors of rectangular section, and 
a silk covering is used on very small wires where a saving of space may be 
effected and an economical design obtained notwithstanding the high 
price of the silk covering. A triple cotton covering is occasionally used 
when the potential difference between turns exceeds 20 volts. Conduc¬ 
tors of large cross section may be insulated by a covering of cotton tape 
put on when the coil is being wound. 

In addition to the comparatively small amount, of insulation on the 
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wires, a substantial thickness of insulation must be provided between the 
armature core and the winding as a whole. The materials used for slot 
lining are: 

1. Vulcanized fiber, leatheroid or fish paper, red-rope paper, press- 
board, presspahn, horn fiber, etc., all of which, being tough and strong, 
are used mainly as a mechanical protection, because they are more or less 
hygroscopic and cannot be relied upon as high-voltage insulators, espe¬ 
cially when moisture is present. These materials, when dry, withstand 
about 300 volts maximum per mil, in thin sheets, before breakdown. 

2. Mica, micanite, mica paper or cloth. These materials are good 
insulators, and the pure mica or the micanite sheet will withstand high 
temperatures. Sheet micanite is built up of small pieces of mica split thin 
and cemented together by varnish. The finished sheet is subjected to 
great pressure at high temperatures in order to expel the superfluous 
varnish. Mica is hard and affords good proie(*tion against mechanical 
injury; but it is not suital)le for insulating corners or surfaces of irregular 
shape. It will withstand about 1,000 volts maximum per mil before 
breakdown. The disruptive strength of micanite paper or cloth is about 
()00 volt-s maximum value. 

3. Treated fabrics, such as varnished cambric; linen treated with boiled 
linseed oil (empire cloth), etc. These provide a means of applying a good 
insulating protection to coils of irregular shape. Linseed oil is commonly 
used in the preparation of these insulating cloths and tapes because it has 
good insulating properties and remains flexible for a very long time. 
These materials withstand about GOO volts per mil before breakdown; but 
the disruptive strength decreases rapidly with increase of temperature. 

Since thermal aging greatly affects important chemical properties of 
iiivsulation it is most significant in determining the life of a winding. It is 
for this reason that the maximum permissible temperature of a machine 
will depend upon the kinds of insulating materials that are employed in 
the construction of dynamos. Class A insulations, most generally 
employed for generators and general-purpose motors, consist of organic 
substances; the armatures and unexposed fields must not have a tempera¬ 
ture rise of more than 40°C above the ambient temperature. Class B 
insulations consist of inorganic materials in built-up form with organic 
binding substances; machines employing such materials are permitted to 
have a temperature rise of 75°C. When dynamos must operate under 
extremely high-temperature conditions Class H materials are used; these 
consist of such substances as mica, asbestos, Fiberglas, and silicone mate¬ 
rials and binders, and permit operation at temperatures that are 70®C 
above class B insulations. 

It is common practice to impregnate the finished armature coil with an 
insulating compound and press it into shape at a fairly high temperature. 
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When this is done, ordinary untreated cotton tape is used in place of the 
varnished insulation. 

Figure 14 shows a typical slot lining for a 600-volt winding. This can, 
however, be modified in many respects. It is obvious that the insulation 
should be so arranged as to leave the greatest possible amount of space for 
the copper conductors. Part of the insulation is usually wrapped around 
the coils before these are assembled in the slots. The balance of the 
required insulation is then in the form of a slot lining which projects a 
short distance beyond the ends of the slot. It is essential to have a suffi¬ 
cient thickness of insulation between the cotton-covered wires and the 
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lining of presspahn 
labout 0.010" thick 

^Cotton tape; empire cloth 
or micanite to total radial 
thickness about 0.030" 

.—Cotton covering; braiding 
or tape on conductors, 
of 0.007" to 0.013" single 
thickness 


^Presspahn or fish paper 

__, dividing strip, of about 

0.010" thick 

^Fish paper at bottom of 
^ slot about 0.020" thick 

Fig. 14. Insulation of conductors in armature slot. 


sides of the slot which are at ground potential. The following formula 
may be used for determining a suitable thickness in mils on one side of the 
slot in d-c machines for voltages between 220 and 1,500. This includes 
a small allowance (from 5 to 6 mils) for clearance to permit the completed 
coil to be forced into the slot. 

E 

Insulation thickness in mils = 27 + ^ (16) 


where E is the voltage of the dynamo or motor. This thickness of insula¬ 
tion must also be provided between the upper and lower coil sides in the 
slot. 

It is important to recognize the fact thftt the insulating materials 
between the armature winding and the core, i.e., the ground, must not 
only provide sufficient resistance to protect the machine against electrical 
surges as well as in normal operation, but must also act to cushion a wind¬ 
ing that is continually subjected to mechanical vibrations and stresses. 
The ground-insulation thickness is, therefore, somewhat heavier than is 
required under static conditions. The AIEE standardization rules take 
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these matters into account by requiring a ground test at a 60-cycle effec¬ 
tive emf of 1,000 plus twice the voltage rating of the machine for 1 min, 
the test being applied after the windings have risen to the normal operat¬ 
ing temperature. 

14. Number of Commutator Segments—^Diameter of Commutator. 

Machines may be built with a number of commutator bars equal to the 
number of slots in the armature core. In this case there will be one coil 
per slot (f.e., two coil sides in each slot). There is, however, no reason 
why the number of coil elements* should not be greater than the number 
of slots. The usual number of commutator segments per slot is from one 
to three in low-voltage machines, with a maximum of four or five in low- 
speed dynamos for high voltages. A large number of bars improves com¬ 
mutation but increases the cost of the machine; a large diameter of com¬ 
mutator is necessary in order that the individual sector shall not be too 
thin. The copper bars are insulated from each other by mica, usually 
about 0.03 in. thick, increasing to }4o in. for machines of 1,000 volts and 
upward. It follows that a commutator with a very large number of seg¬ 
ments is less easily assembled and less satisfactory from the mechanical 
standpoint than one with fewer segments. 

The best way to determine the proper number of commutator bars for 
a particular design of dynamo is to consider the voltage between neighbor¬ 
ing bars. This voltage is variable and depends upon the distribution of 
the magnetic flux over the armature surface, and upon the position of the 
armature coil under consideration. The maximum potential difference 
between adjacent commutator bars rarely exceeds 40 volts, and the aver¬ 
age voltage should be considerably lower than this. The average voltage 
between bars may be defined as the potential difference between + and 
— brush sets divided by the number of commutator segments counted 
between the brushes of opposite sign. As a rough guide, it may be stated 
that the value of 15 volts (average) between segments should not be 
exceeded in machines without interpoles. About double this value is per¬ 
missible as an upper limit on machines with commutating interpoles, espe¬ 
cially if they are provided with compensating pole-face windings which 
prevent the distortion of flux distribution under load. In practice the 
allowable average voltage between commutator bars is based upon the 
machine voltage and, to some extent, upon the kilowatt output, although 
few designers appear to pay much attention to the influence of the current 
in determining the number of commutator segments. As an aid to design, 
the following values may be used for the purpose of deciding upon a suit¬ 
able number of coils and commutator bars in machines provided with 
commutating poles. 

* The expression coil element as here used denotes that unit of an armature winding 
of which the ends are connected to two commutator bars. 
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Machine 

voltage 

110 to 125 

220 to 250 

500 to 600 

1,000 to 1,200 


Volts between 
comjnutator 
segments 

3 to 9 

4 to 12 
6 to 18 
8 to 21 


As the effects of any irregularities on the commutator surface are accen¬ 
tuated by high speeds, it is usual to limit the surface velocity of the com¬ 
mutator to about 4,800 fpm when possible; values as high as 0,500 fpm 
are sometimes permissible in high-speed, high-capacity machines when 
the commutators are properly designed for the upper ranges of peripheral 
velocities. The diameter of the commutator in large machines is gen¬ 
erally about GO per cent of the armature diameter, while in small machines 
this ratio may be as high as 0.80. The surface width of commutator bar 
may be from 0.17 to 0.8 in., a not uncommon width in modern interpole 
generators being 0.5 in. on machines for 300-*to 000-kw output. 

16. Current Density in Armature Conductors. The permissible cur¬ 
rent density in the armature windings is limited by temperature rise. 
The hottest accessible part of the armature, after a full-load run of suffi¬ 
cient duration to attain very nearly the maximum temperature, should 
not be more than 40 or 45°C above the room temperature. No definite 
rules can be laid down in the matter of armature-conductor section, 
because the ventilation will be better in some designs than in others, 
and a large amount of the heat to be dissipated from the armature core 
is caused by the iron loss which, in turn, depends upon the flux density 
in teeth and (*ore. 

The current density in the armature windings generally lies between 
the limits of 1,700 and 3,500 amp per s(j in., although values as high as 
5,000 are sometimes permissible in machines of low rating that are 
exceptionally well ventilated. If the armature were at rest, the per¬ 
missible current density would be approximately inversely proportional 
to the specific loading q (z.e., to the ampere-conductors per iindi of arma¬ 
ture periphery). When the armature is rotating, the additional cooling 
effect due to the movement through the air will be some function of the 
peripheral velocity, and, for speeds up to about a mile a minute—or 
(say) 6,000 fpm—the permissible increase of current density will be 
approximately proportional to the increase in speed. The constants 
for use in an empirical formula expressing these relations are determined 
from tests on actual machines, and the following formula is proposed for 
use in deciding upon a suitable current density in the armature winding: 



( 17 ) 
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where A and v stand for amperes per square inch and peripheral velocity 
in feet per minute respectively, and is a constant between 400,000 
and 700,000, an average value being 500,000. (The higher values of k 
should be used in machines that are especially well ventilated.) 

16. Armature-winding Resistance and Core Length. Before the resist¬ 
ance drop and the PR losses in the armature can be calculated, it is 
necessary to estimate the length of wire in a coil. This length may be 
considered as made up of two parts: (1) the activepart, being the 
straight portion in the slots, and (2) the end connections. 

The appearance of the end connection is generally as shown in Fig. 15, 
and, since the pitch of the coil is measured on the circumference of the 



armature core, the sketch actually represents the coils laid out flat, 
before springing into the slots. 

The angle a which the straight portion of the end connections makes 
with the edge of the armature core is sin~^ [{s + 5)/X] where X is the 
slot pitch, s the slot width, and 8 any necessary clearance between the 
coils. This clearance, about 10 to 15 mils, is generally provided to 
improve ventilation. For approximate calculations on machines up to 
600 volts, the angle a may be calculated from the relation sin a = 
1.15S/X. 

In practice, the angle a usually lies between 30 and 40®. The length 
of the straight part AC (Fig. 15) is 5^4/cos a where BA is half the coil 
pitch, or r/2 in the case of a full-pitch winding. The portion of the 
end connections between the end of the slot and the beginning of the 
straight portion AC is about in. in low-voltage machines, increasing to 
1 in. in machines for pressures between 500 and 1,500 volts. The allow¬ 
ance for the loop where the coil is bent over to provide for the lower half 
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of the coil clearing the upper layer of conductors will depend upon the 
depth of the coil side, and, therefore, upon the depth of the slot. If d 
is the total depth, in inches, an allowance equal to 2d will be sufficient 
for this loop. The total length of coil outside the slots of a low-voltage 
armature will, therefore, be 

= {- - + 4d + 3) in. (18) 

\cos a / 

where r must be taken to represent the coil pitch instead of the pole 
pitch if the winding is of the chorded or short-pitch typ^ For pre¬ 
liminary or approximate calculations, formula (18) may be simplified 
by making certain assumptions. For voltages between 220 and 600, 
an approximate formula for the total length of coil outside slots in inches 
is 

QD 

Z. = — + 5 (19) 

V 

where D = core diameter in inches, and p = number of poles. 

The average length per turn of one coil will be 2la + where h is 
the gross length of the armature core. A small addition should be made 
for the connections to the commutator, especially if the coil has few 
turns. The resistance of each coil, and therefore, of each electrical 
path through the armature, may now be readily calculated. In arriving 
at the resistance of the armature as a whole -and this is calculated for 
a tempeisature of 75°C— it is important to note carefully the number 
of coils in series in each armature path, and the number of paths in 
parallel between the terminals of the machine. As a check on the cal¬ 
culated figures, the IR drop, or the PR loss, in the armature of com¬ 
mercial machines, expressed as a percentage of the terminal voltage or 
of the rated output, as the case may be, is usually as stated below; 


Per cent 
4.0 to 5.3 

2.8 to 3.8 

2.4 to 3.2 

1.8 to 2.5 

1.4 to 2.0 
1.0 to 1.6 
0.8 to 1.3 I 
0.6 to 1.2 

In order to calculate the weight of iron and the flux density in an 
armature core, it is necessary to determine the total thickness of iron 
in the armature stampings, or the net axial length of the armature core. 


In 10-kw dynamo . 
In 30-kw dynamo. 

In 50-kw dynamo. 

In 100-kw dynamo 
In 200-kw dynamo. 
In 300-kw dynamo.. 
In 500-kw dynamo.. 
In 1,000-kw dynamo 
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This is simply the gross length of the armature core less the space taken 
up by ventilating ducts and insulation between armature stampings. 
Even when a suitable allowance has been made for the spaces between 
the assembled sections of the armature core, a further correction must 
be made to allow for the varnish between the stampings. The space 
taken up by this insulation will vary between 7 and 10 per cent of the 
total space. Thus, if la is the gross length of the armature core, and Z„ 
the total width of all vent ducts, the net length of the armature core will 
be 

la = 0,92(la - L) (20) 

if the space occupied by the insulation between laminations is 8 per cent. 
The ventilating spaces in self-cooling machines consist of radial ducts 
provided by inserting special ventilating plates at intervals of 2 to 4 in., 



Fig. 16 Cast brass ventilating plate 


and so dividing the armature core into sections around which the air 
can circulate. The width of these ventilating spaces (measured in a 
direction parallel to the axis of rotation) is rarely less than or more 
than in. in machines without forced ventilation. A narrower opening 
is likely to become chocked up with dust or dirt, while the gain due to a 
wider opening is very small and does not compensate for the necessary 
increase in gross length of armature. The ventilating plates usually 


consist of iron stampings similar in shape to the armature stampings, 
but thicker. Radial spacers of no great width, but of sufficient strength 
to resist crushing or bending, are riveted or spot-welded to the flat plates; 


^hey are so spaced as tq coincide with the center of each tooth and allow 
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the air to pass outward by providing a number of small openings on the 
cylindrical surface of the armature. Brass castings are also used to 
separate the sections of armature stampings (see Fig. 16). 

Openings must also be provided between the shaft and the inside bore 
of the armature, through which the cool air may be drawn to the radial 
ventilating ducts. The radial spacers on the ventilating plates assist 
the passage of the air through the ducts, their function being similar to 
that of the vanes in a centrifugal fan. 

17. Armature Core and Teeth—Usual Flux Densities. The flux den¬ 
sity in the core below the teeth will be determined by considerations 
of both heating and efficiency. The same thing may be said of the tooth 
density, but in this case the total weight of iron is relatively small, and 
higher densities are permissible. It is desirable to have a high flux 
density in the teeth because this leads to a ‘^stiffer'^ field and reduces 
the distortion of air-gap flux distribution caused by the armature current- 
Better voltage regulation is thus obtained, and also improved commuta¬ 
tion. If the density in the teeth is forced to very high values, the losses 
will be excessive, especially if the frequency is also high; another dis¬ 
advantage is the large magnetizing force necessary to over(‘ome the 
reluctance of the teeth. 

The a(*companying table gives the flux densities in teeth and core that 
are rarely exceeded in ordinary designs of continuous-current machines. 

UPPER LIMITS OF FLUX DENSITY IN DYNAMO ARMATURES 
(Maxwolls per S(| In.) 


Frcvpioncy, / 

I)('nsity in tooth 
(at oontor) 

I )onsity in onro 

10 

150,000 

05,000 

20 

142,0(K) 

00,000 

30 

135,000 

85,000 

40 

130,000 

80,000 

50 

126,000 

76,000 

60 

123,500 : 

73,000 


For preliminary calculations and the proportioning of tooth and slot 
widths it is sufficient to determine the ‘‘apparent” tooth density which 
is always somewhat greater than the actual density. The whole of the 
flux from each pole is supposed to enter the armature through the teeth 
under the pole (the effect of fringing at pole tips being neglected); and, 
if the teeth are not of uniform section throughout their length, the 
average section will be used for calculating the “apparent” flux density. 
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Thus, let 

= the total flux per pole 
T = pole pitch 
X = tooth pitch 
t = width of tooth at center 
In = net length of iron in armature 

,. pole arc 
r = ratjo ^ , 

pole pitch 


then the number of teeth under each pole is r(T/X) and the flux per tooth 
is 4>X/rr. The flux density in the tooth, on the assumptions previously 
made, would, therefore, be ^X/rrtln gauss, if the dimensions are expressed 
in centimeters.* " 

18. Illustrative Example. Design of D-C Generator Armature. 

Design an armature suitable for a d-c generator provided with com¬ 
mutating poles, to run at 1,200 rpm and develop 230 volts on open circuit 
and 2o0 volts at full-load output of 300 kw. The particulars contained 
in the design sheet (see p. 42) are more than sufficient for the needs 
of the pra(*tical designer; but they serve a useful purpose as a guide in 
making the calculations. The items are numbered for easy reference, 
and it will be found convenient to calculate the required dimensions and 
quantities generally in the order given, although the particular arrange¬ 
ment here adopted need not be adhered to rigidly. Two columns are 
provided for the numerical values, and they are supposed to be filled in 
as the work proceeds. The first of these columns is to be used for assumed 
values or preliminary estimates, A\hile the last column is reserved for 
the corrected final values. 


The actual calculations follow the design sheet, and they are shown in 
sufficient detail to be self-explanatory. The calculation of items of 
which the numerical values are obviously derived from previously 
obtained quantities will not always be shown in detail. The design 
slieet should be followed item by item, and, where the method of cal¬ 
culation is not clear, the succecniing pages should be consulted for explana¬ 
tions and references to the text. 

All numerical calculations have been worked out on the slide rule, 
and a high degree of accuracy in the results is not claimed. 


* The tooth density depends upon the maximum value of the air-gap density, 
which IS here supposed to be given by the expression ^/rrU, w’here U is the gross 
length of the armature core. Actually, the maximum value of the air-gap density 
would be somewhat less than this on open circuit, and somewhat more under full-load 
conditions because of the unequal distribution of the flux density under the pole face 
due to armature reaction. 
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DESIGN SHEET FOR ARMATURE OF D-C GENERATOR—PART 1 


Item 

No. 

Specifications: 300 kw; 230/250 volts; 
1,200 rpm 

Symbol 

Preliminary 
or assumed 
values 

Final 

values 


Armature Core and Winding 




1 

1 Number of poles. 

V 

6 

6 


1 Frequency. 

f 


60 

2 

Ratio of pole arc to pole pitch. 

r 

0.64 

0.64 

3 

Specific loading. 

q 

850 

875 

4 

Apparent air-gap flux density (open 





circuit). 

Bi' 

57,500 

50,700 

5 

Line current (full load). 

/ 


1,200 

6 

Type of winding. 



lap 

7 

Armature current per circuit. 

Ic 

201.8 

8 

Output factor {UB^) . 


4,850 

4,970 

9 

Armature diameter, in. 

D 

22 

22 

10 

Peripheral velocity, fpm. 

V 

6,900 

6,900 

11 

Total number of face conductors. 

Z 

292 

300 

12 

Number of slots. 

s 


75 

13 

Number of conductors per slot. 



-^4 

14 

Axial length of armature core; gross, 





in. 

la 

9.75 

10.25 

15 

Flux per pole (open circuit). 

4» 

3 . aw X 10*. 


16 

Pole pitch, in. 

T 

11.5 


17 

Pole arc, in. 

rr 

7.37 


18 

Area covered by pole face (rr/o), sq in. 


71.8 

75.5 

19 

Dimensions of armature conductors, 





in. units. 



2(0.07 X 0.58) 

20 

Slot pitch, in. 

X 


0.922 

21 

Slot width, in. 

s 


0.4 

22 

Slot depth, in... 

d 


1.4 

23 

Tooth width, in. 





At top. 

t 


0.522 


At root. 



0.405 


Average. 



0 463 

24 

Number of radial ventilating ducts... 

n 


3 

25 

Width of radial ducts, in. 



0.375 

26 

Net length of armature core, in. 

in 

7.94 

8.40 

27 

Net tooth section under pole, at 





center, sq in. 


29.4 

31.2 

28 

Apparent density in teeth under pole, 





at center, sq in. 

Bl' 

130,300 

123,100 

29 

Length per turn oflarmature coil, in.. 



56 

30 

Resistance of one turn, ohms at 60®C. 



0.000542 

31 

Resistance of armature, ohms. 



0.0023 

32 

IR drop in armature, volts. 



2.74 

33 

PR. loss in armature winding, watts... 



3,320 

34 

Kstimated full-load flux per polo. 



4.27 X 10« 

35 

Flux density in armature core below 




teeth. 


73,000 

72,600 

36 

Internal diameter of core stampings, 





in. 



12.2 

37 

Weight of iron in core (without teeth), 





lb. 



407 

38 

Weight of iron in teeth, lb. 



115 

39 

Total weight of armature stampings, 





lb. 



522 
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DESIGN OF ARMATURE WINDING AND CORE 


Item 1: Number of Poles and Frequency. Refer to Art. 3. Either six 
or eight poles might be suitable, but, since the armature speed is fairly 
high, six poles will probably be best for a trial design. The frequency is, 
therefore, 


/ = 


6 X 1,200 
120 


60 


Item 2: Ratio of Pole Arc to Pole Pitch. Refer to Art. 2. Since the 
machine will be provided with commutating poles, a suitable value for 
this ratio is r = 0 64. 

Items 3 and 4: Specific Loading and Air-gap Density Refer to Art. 2. 
From the table on page 12, select q = 850, and from table on page 11, 
select J5'' = 67,500. These are tentative selections and will be modified 
to suitable values as the design proceeds, 

Item 5: Line Current. I = 300,000/250 = 1,200 amp." 

Item 6: Type of Winding. Refer to Art. 6. Since the current per path 
should not exceed 250 to 300 ^mp it is clear that a lap winding must be 
used in this case. (A wave winding with two parallel paths would make 
Ic about 1,200/2 = 600 amp.) 

Item 7: Armature Current per Circuit. The current in each armature 
circuit will be one-sixth of the line current if the shunt-exciting current 
is neglected. A table giving usual values of shunt-field current, expressed 
as a percentage of the output current, will be found on pag^ l21. Assum¬ 
ing a shunt excitation of 0 9 per cent, the full-load curren^ in each arma¬ 
ture conductor will be about (1,200/6)(1 + 0.009) = 201.8p,mp. 

Items 8, 9, and 10: Armatun Diameter. Refer to Art 2. 

By formula (7) 


300,000 6.06 X 10« 

1,200 ^ 57,500 X 0 64 X 850 


4,850 


using a rectangular pole face, where k m Eq. (8) etiuals 0.71 


Hence 


la 


TT X 0.64 
6 X 0.71 


= 0 472Z) 


D = a/ 4,850/0.472 = -^10,600 = 22 in. 


A rectangular pole face, with the armature length equal to about 1.4 
times the pole arc, is desirable in this design because of the comparar 
tively high speed. For the diameter calculated, the peripheral velocity 
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IT X 22 X 1,200 
12 


6,900 fpm 


Before proceeding with the design, it will be well to see whether or not 
a number of poles different from the number selected from the trial cal¬ 
culation would be satisfactory. The following numerical quantities 
should be checked against the usual values found in commercial machines. 

a. The frequency / = 60 is near the upper permissible limit; if eight 
poles were selected the frequency would be 80 cps, an excessive value. 

b. The peripheral velocity v = 6,900 fpm is reasonable from the stand¬ 
point of mechanical stresses and good ventilation. 

c. The ampcre-conduc.tors per pole rarely exceed 25,000 (see p. 14). 
A large pole pitch t, due to a small number of poles, calls for a greater 
amount of iron in the magnetic circuit and a larger air gap under the pole 
face to reduce the effect of armature reaction on the flux distribution in 
the air gap. In this design, the approximate number of armature 
ampere-conduct oi‘s per pole 

ZIe _ ZI, ttD _ qwD __ SSOtt X 22 _ 
p p tD p () 

which is well below the upper limit. The design may, therefore, proceed 
on the basis of six poles. 

Items 11, 12, and 13: Number of Inductors, Slots, and Conductors per 
Slot Refer to Art. 2. 


^ wDq ttX 22 X 850 
^ = /7 ^ 201.8 - = 

With four conductors per slot, this would mean a preliminary number of 
slots of = 73, and a slot pitch X of tt X = 0.945; see Art. 12, 
and note that this is reasonable. Next, calculating the number of slots 
per pole it is found to be = 1236* However, since it is desirable to 
have an odd integer of slots per pair of poles so that the slots per pole will 
be an integer plus 3^, the total number of slots will be increased to 75; 
thus, slots per pair of poles equal = 25, and slots per pole equals 
123-2* Also note that the number of slots embraced by each pole arc is 
an integer in this design; i.e., 123^ X 0.64 = 8. With the final valwe of 
Z = 300, q is, therefore, 300 X 201.8/227r = 875. 

Item 14:1 Axial Length of Armature Core. This may be determined 
from the final value of the output factor since this is inversely pro¬ 
portional to q, it is equal to 


laD^ = 4,850 X = 4,710 
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and 


7 

( 22)2 


9.75 in. 


45 


This length is, however, subject to correction if later flux density cal¬ 
culations indicate that this is desirable. 

Item 15: Flux per Pole (Open Circuit ). Using the value of Z, determined 
in item 11, 


230 X 60 X 6 X 10« 
6 X 1,200 X 300 


3,833,000 maxwells 


Iteins 16, 17, and 18: Pole Pitchy Pole ArCy^and Pole Area. 


Pole pitch T = ^ ^ = 11.5 m. 


Pole arc = rr = 0.64 X 11.5 = 7.37 in. Note that la/rr == 9.75/7.37 
= 1.32 instead of the value 1.4, originally assumed. 

Pole area = rrU = 7.37 X 9.75 = 71.8 sq in. 

The apparent air-gap flux density can now be computed and compared 
with the assumed value in item 4. 

Thus, 

3,833,000 .. 

^— = 53,400 lines per sq in. 


Note that this is less than the assumed value as used in formula (7) for 
the calculation of the output factor. 

Items 19 to 22: Dimensions of Slots and Armature Conductors. By 
formula (17) on page 36, for a well-ventilated machine 


whence 


700,OTO 6,900 
875 4 


2,525 amp per sq in. 


Area of cross section -= - 

A 


201 ^ 

2,525 


0.080 sq in. 


It is necessary now to find by trial the best arrangement of 300 con¬ 
ductors, item 11, ill 75 slots, item 12. 

The slot pitch (refer to Art. 12) is 

X = = 0.922 in. 

7o 


In order to determine the actual dimensions of the armature con¬ 
ductors, it will first be convenient to assume a width of slot. This 
should be about 0.4 in., which makes the ratio of tooth width to slot 
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width 1.305, a reasonable value. Since a wire having an area of 0.08 in. 
is rather heavy and difficult to bend and shape, it will be desirable to use 
two conductors in parallel in the winding copper and to arrange them as 
shown in Fig. 17. This arrangement suggests itself because there exists 
the possibility of having either twice as many commutator segments as 
slots or the same number of segments as slots. 

The width of each of the four side-by-side rectangular conductors will 
now be determined. The slot insulation on each side of the slot, by 
formula (16), is 27 + (250/30) = 35 mils, and- the cotton covering on 
each conductor will add a total of about 16 mils to its thickness. The 
space left for each of the four copper conductors is, therefore, 

0.4 - (3 X 0.016) - (2 X 0.035) ^ • 


Since the copper area of two conductors is 0.08 sq in. it follows that 

each conductor will have a depth of 



tors in slot. 


_0.08 
2 X 0.07 


= 0.572 in., or (say) 0.58 in. 


/fern 23: Tooth Dimensions. 

/ = X - s = 0.922 - 0.4 = 0.522 in. 


Finally, the slot depth can be deter¬ 
mined. Allowing about one-third of the 
slot width for the hardwood or fiber 
wedge, or 0.135 in., and 35 mils for each 
of the insulation spaces above, below, 
and between the coils, 

d = 0.135 + (3 X 0.035) 

+ (2 X 0.58) = 1.4 in. 

Thus, in Fig. 17, s = 0.4 in., and d = 
1.4 in. 

Using the dimensions thus far calcu¬ 
lated, it will be desirable to check and 
see if the flux density in the teeth is not 
excessive (item 28). 

The width at the top of the tooth is 


The circumference of the circle through the bottom of the slots is 
TT X (22 — 2.8) = 60.3; and since the slots have parallel sides, the width 
of tooth at the root is (60.3/75) — 0.4 = 0.405 in. 

The average tooth width is, therefore, 0.463 in. 

Items 24 and 25: Ventilating Ducts. Refer to Art. 16. Not more than 
three ducts should be necessary in an armature 9 to 11 in. long, with each 
duct % in. wide. 
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Item 26. Net Length of Armature, Refer to Art. 16. 

In = 0.92(9.75 - 3 X 0.375) = 7.94 

Item 27: Net Cross Section of Teeth under Pole, The cross section of iron 
in the teeth under one pole, at the midsection, is 

7.M X 0.463 X X 0.64 = 29.4 sq in. 

Item 28: Flux Density in Teeth, Refer to Art. 17. The apparent flux 
density at the center of the tooth, under open-circuit conditions, is, 

~2g4 — ~ 130,300 lines per sq in. 


Note that this value is above the upper limit given in the table on page 
40 for 60 cycles. It will, therefore, be necessary to correct (increase) 
the length of the armature core to bring the flux density down to a rea¬ 
sonable figure. After some preliminary calculations an armature length 
la = 10.25 in. was found to be satisfactory. Thus, 


laD^ = 10.25 X 222 = 4 970 

3,833,000 '7f\n 1* 

' 7.37 X 10.25 "" 

rrla = 7.37 X 10.25 = 75.5 sq in. 

' In = (10.25 - 1.125)0.92 = 8.4 in. 

7 Q4 

Bi = X 130,300 = 123,100 lines per sq in. 


Item 29: Length per Turn of Armature Coil, 


Referring to Arlh^ 16, 


1.155 
sin a = —— 


1.15 X 0.4 
~0.922 


= 0.5; cos a = 0.866 



formula (18), 

7 - 2 X 11.5 

0.866 


+ (4 X 1.4) + 3 = 35.2 in., or (say) 35.5 in. 


Therefore, the total length per turn = ie + 2Zo = 35.5 + 20.5 = 56 in. 

Items 30 to 33: Armature Resistance, Since the resistance of a conduc¬ 
tor of a given material at a given temperature is dii^ly proportional to 
its length and inversely proportional to its cross section, a very convenient 
and easily remembered rule is that the resistance of copper is 1 ohm per 
cir-mil inch at a temperature of 60®C. Therefore, the resistance of one 
turn at 60®C will be 

R =- — —r -= 0.000542 ohm 

2(0.07 X 0.58) X ^ X 10« 
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there being ( 4 / 7 r) X 10® cir mils in 1 sq in. With a total of = 150 
turns divided into six parallel paths (a six-pole lap winding), the resist¬ 
ance per circuit will be 0.000542 X (150/6) = 0.0136 ohm, and the total 
armature resistance will be one-sixth of this, or 0.0023 ohm. 

The IR drop in the armature winding is 0.0136 X 201.8 = 2.74 volts, 
or 1.1 per cent of the full-load terminal voltage. This (*ompares favor¬ 
ably with the approximate figures given in Art. 16. 

The watts lost in the armature winding (item 33) are 2.74 (201.8 X 6 ) 
- 3,320. 

Item 34: Full-load Flux. More flux must enter the armatiire at full 
load than at no load because the speed is assumed to be constant and the 
terminal emf is higher. Moreover, in addition to the spocutied in(*reasc 
in terminal voltage from 230 at no load to 250 at full load, it is necessary 
to develop {generate) enough voltage to overcome the internal resistances. 
Assuming a brush-contact drop of 2 volts, and a series-held and com- 
mutating-field drop of about one-half that in the armature winding, the 
total generated voltage at full load must be 

250 + 2 + 2.74 + 1 37 = 256.1 volts 

The full-load flux must, therefore, be 

3,833,000 X = 4,270,000 maxwells 

lUms 35 and 36: Flu.x Dcrusifg in Armature (^ore. InUrnal Diameter. 
Usual flux densities for ditterent frequencies are given in the table in Art. 
17. A density of 73,000 will be suitable. I^eaiing in mind that the air- 
gap flux divides into two equal parts below the teetli, the armature-core 
flux is one-half of the total flux Theretore, 


n,i XlnX 73,000 = 2 


whence the radial depth Na of the armature core below the teeth is 
4,270,000 


Ifu 


2 X 84 X 737)00 = ^-*^"’ > ^ 


The internal diameter of the core stampings is, therefore, 

22 - (2 X 3.5) - (2 X 1.4) = 12.2 in. 

Item 37: Weight of Iron in Core. The weight of a cubic inch of iron is 
0.28 lb, and the total weight of iron in the core below the teeth will, 
therefore, be 


0.28 X 8.4 X 7 [(22 - 2 8 )* - ( 12 . 2 ) 2 ] = 407 

*4 
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Item 38: Weight of Iron in Teeth, 

0.28 X 1.4 X (0.463 X 75) X 8.4 115 lb 

wliere the figure 0.403 is the width of tooth at the center. 

Item 39: Total Weight of Armature Stampings. 

407 + 115 = 522 lb 


DESIGN SHEET FOR ARMATFRE OF D-C (fENIORATOR -PART 2 


Item 

No 

SpecificJilions 300 k\\ , 230 250 volts, 
1,200 rpni 

1 Sym])()I 

1.. 

Pjeliminai> 
or assumed 
\ aliK's 

final 

values 


Coniniutalor and Brush(‘s 




40 

Diaiuetor of commutator, in 

Dc 


15 

41 

Average volts per turn of armatuK winding 



10 

42 

Nuinb(‘r of turns liotwocn bais 



1 

43 

Total number of commutator bars 



150 

11 

Bar pitch, in 



0 31 1 

45 

^\ idth of copper bar (on surfa( e), in 



0 281 

10 

Radial depth of bar, in 



2 25 

17 

Ouirent density at brush-conl k t surtui ' 





amp per sq in 

X 

10 

40 4 

48 

(Vmtact area per brush set, sq in 


10 00 

10 

10 

Brush are (circumferential width), in 



1 0 

50 

Axial blush length (total) pei set, m 



10 

51 

Numbei of brushes per set 



8 

52 

Axial length of commutator, in 

he 


14 5 

53 

Brush-contact drop, volts 



2 3 

51 

Brush-contact loss, watts 



2 780 

55 

Bnish-friction loss, watts 

1 


3,190 

5() 

Total brush loss, watts 



5,970 

57 

Drawing to scale gi\ ing leading dimensions of 





armatiiie and commutator 


Fig 18 



DESIGN OF COMMUTATOR AND BRUSHES 

The design will now proceed with the calculation of the dimensions of 
the commutator and brushes, and other important information concerning 
them. For this purpose the student will find it necessary to refer to 
Chap. 13 for details concerning mechanical considerations. 

Item 40: Diameter of Commutator. Refer to Art 14. A diameter of 
commutator not exceeding 80 per cent of the armature-core diameter is 
generally found practical, although a reasonably good rule to follow is to 
make Dc = D/2 + 1 in. Thus, 

Dc = 22^ + 4 = 15 in. 
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This is 68.2 per cent of the core diameter and makes the peripheral 
velocity 0.682 X 6.900 = 4,700 fpm, near the upper limit. This dimen¬ 
sion is subject to correction if the thickness of the individual bars does 
not work out satisfactorily. 

Items Al to 43: Number of Commutator Bars, The potential difference 
between adjacent commutator segments in a 250-volt machine might be 
anything between 4 and 12 volts. The average volts per turn of arma¬ 
ture winding are 

E 250 .. 

= q7T7T7“ = 10 volts 

Z/2'pi 30^2 


If the commutator is constructed with the same number of segments as 
slots there will be two turns between adjacent segments; this will mean a 
potential difference of 20 volts between segments, because, for a lap 
winding and four effective conductors per slot, there will be two turns 
per element. The width of the commutator segment will, moreover, be 
excessive, as a simple calculation should indicate. It will, therefore, be 
desirable to use 150 commutator segments, with a resulting improvement 
in commutation and a more suitable, narrower, segment. 

Items 44 and 45: Width of Commutator Segments, The bar pitch is 
^ X ~ 0.314 in. and, with mica 0.03 in. thick, the bar width is 

0.314 ~ 0.03 = 0.284 in. at the commutator surface. 

Item 46: Radial Depth of Segment The proper depth of copper in the 
cross section of the commutator bar is usually determined by mechanical 
considerations (Chap. 13). It must be sufficient to prevent appreciable 
deflection (or bending) under the action of centrifugal force. In large 
machines, with commutators of considerable length, the depth of the 
bar should, therefore, be considered in connection with peripheral velocity 
and the (axial) distance between points of support. For peripheral 
velocities up to about 4,500 fpm the radial depth of the commutator 
segment should be about h = {Dc + 15)/15; for higher peripheral speeds 
the depth should be increased in proportion to the square of the velocity. 
Thus, 


15 + 15 (4,700)2 

15 ^ (4,500)2 


2.19 in., or (say) 2.25 in. 


Items 47 ^0 51: Dimensions of Brushes, Unless a very soft quality of 
carbon is used, the current density over the brush-contact surface is about 
30 to 50 amp per sq in., (see Fig. 38). Taking 40 as a preliminary value, 
to be modified later if necessary to accomodate a standard size of brush, 
the contact surface of one set of brushes will be (6 X 201.8)/(3 X 40) = 
10.09 sq in. A 1-in. width of brush. Art. 34, will cover a little over three 
bars, which is reasonable for an armature with 150 segments and simplex- 
lap winding. The total length of brushes per set, measured in a direction 
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parallel to the axis of the machine, will then be 10.09/1.0 = 10.09, or 
(say) 10 in., which can be made up of eight brushes IK X 1 in. The 
current density will thus be increased slightly to 40 X (10.09/10) = 40.4 
amp per sq in. 

Item 52: Length of Commutator. In addition to the 10 in. which must 
be provided for the eight 1 li-in. carbon brushes, the axial length of the 
commutator face must allow for the following: (a) brush holders and 
clearances = 8 X •'^le = 2^2 in.; (h) staggering of (+) and (~) brushes 
= % in.; (c) end clearance for brushes = 1 in.; (d) end play = % in. 
The total length will, therefore, be Lc = 10 + 2^2 + + 1 + ^8 = 
14.5 in. 

Item 53; Brush-routaet Drop. Referring to Fig. 38, the brush-contact 
drop for hard carbon at about 40 amp per sq in. is 2.08. Allowing 10 per 
cent for roughness, chipping, and irregularities, this drop will be about 
2.3 volts. 

Items 54 to 50: Brush Losses. The brush-contact loss will be 2.3 X 
(6 X 201.8) = 2,780 watts. 

The brush-fri(*tion loss may be calculated by using formula (48), page 
i43, where 

12 X 33,000 

Using c = 0.25 for hard carbon, P = 2 lb per s(i in. for a peripheral speed 
greater than 4,000 fpm. 


Wf 


0.25 X 2 X (10 X 0) X 1,200 X 15 X tt X 746 
12 X 33,000 


= 3,190 watts 


Total brush loss = 2,780 + 3,190 = 5,970 w^atts. 

Item 57. The illustration (Fig. 18) gives the leading dimensions of 
armature and commutator as worked out in this design. The diamc'ter 
of the shaft supporting the armature may be calculated by formula (100) 
in Chap. 13 treating of mechanical features of the design of electrical 

nn- • no, 

machinery. This is 0.84 ^ = 5^^ in. 

Another assembly of armature core and commutator, suitable for a 
machine of small output, is showm in Fig. 19. This construction pro¬ 
vides openings for ventilation inside the armature core, but there is no 
provision for air circulation inside the commutator. The construction 
here shown would be suitable for small armatures with core stampings 
up to 10 in. in diameter. 

For large machines, the design of Fig. 19 would not be suitable. 
Figure 20 illustrates one of many possible types of construction for 
machines with armatures 30 in. in diameter and larger. In this design. 
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the two end rings with brackets carrying the coil supports are separate 
from the spider, which is keyed to the shaft and drives the core stampings, 
as indicated in the cross section above the end view. The end rings are 
machined to slide inside the grooved projections on the spider arms, and, 
when the bolts are tightened up, the assembled armature core is held 
securely in position. 

An alternative construction for large machines is shown in Fig. 196. 
This avoids the use of bolts for compressing the core stampings by sub¬ 
stituting for them a steel ring sprung into a machined groove. The same 
method is used for assembling the stampings of the small armature of 
Fig. 19. 



Fig. 19. Assembly of armature core and commutator for small dynamo or motor. 

19. Other Problems Connected with the Design of Direct-current 
Dynamos. The manner in which the dimensions and windings of an 
armature for a given output, speed, and voltage may be designed has 
been indicated in the foregoing illustrative example, and, since the cur¬ 
rent and flux densities and the proportions generally are based on data 
derived from practical experience, it is probable that the design will be 
satisfactory. It should be noted, however, that no calculations have been 
made to determine the losses in the iron, or the probable temperature rise; 
neither is it certain that the commutator will work sparklessly at all 
loads. This important matter of commutation will be treated briefly 
in the following chapter, and the calculation of iron losses will be dis¬ 
cussed in Chap. 6, dealing with heating and the predetermination of 
temperature rise. 
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Assuming the armature, as designed, to be satisfactory in these respects, 
the remainder of the problem consists in designing a field system of elec¬ 
tromagnets capable of providing the required flux in the air gap. This 
problem is similar to that of designing an electromagnet for any other 
purpose. It might appear, therefore, that little more need be said in 
connection with the design of a direct-current generator, but it must be 
remembered that certain assumptions were made in order that the broad 
questions of design might not be obscured by too much detail, and in 
order also that the leading dimensions of the machine might be decided 
upon. 

It was assumed that the flux in the air gap was uniformly distributed 
under the pole face; but is it so distributed, and, if not, how does this 
affect the tooth saturation and the ampere-turns required to overcome 
the reluctance of the teeth and gap? What is the influence of the air- 
gap flux distribution on armature reaction and voltage regulation, and 
how can we calculate the field excitation required at different loads in 
order that the proper terminal voltage may be obtained? These and 
similar questions cannot be answered without a more thorough study 
of the magnetic field cut by the conductors, at full load as well as on 
open circuit. 

Again, with a nonuniform field under the poles, the flux density in the 
teeth may be much higher than would be indicated by calculations based 
on a uniform field, and this might lead to excessive heating and low 
efficiency. 

Although this book treats of the elements of electrical machine design, 
the student must not overlook the fact that electric machine design is 
largely—in some cases, mainly—dependent upon the correct application 
of mechanical principles. Thus the strength and stiffness of shaft and 
bedplate, friction losses in bearings, the proper balancing of rotating 
parts of high-speed machines, all come within the province of the mechani¬ 
cal engineer. 

Finally, in electrical machines and apparatus, as in every manufactured 
article or engineering undertaking, the chief end of the engineer is to 
satisfy the specified conditions efficiently and economically. Every design 
should perform the duty required of it and comply with the conditions 
of the specification in the most economical and efficient manner, and the 
designer should, therefore, always bear in mind: 

1. First cost (material and labor) 

/Losses in copper \ 

2. Cost of losses . f Efficiency 

J Mechanical losses (bearing! 

\ friction and windage) / 
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3. Durability (life): mechanical strength; resistance to wear and tear 
(depreciation); temperature rise, which, if too high, will lead to deteriora¬ 
tion of materials and ultimate breakdown. 

A first design is rarely a final design, and the factors here mentioned 
may be controlled by changes in the materials, dimensions, or proportions 
of the machine; but they cannot be embodied in rules or formulas of 
general application, which, perhaps, explains why machine design is an 
art rather than a science, involving—in addition to a sound knowledge of 
fundamentals- the ^^engineering judgmentwhich comes from experi¬ 
ence and enables the practiced designer to make a (;lose estimate of the 
required proportions or dimensions. All such estimates arc finally 
checked by applying tests based upon established scientifi(* principles or 
fundamental laws. 

The various matters here briefly referred to will be taken up in more or 
less detail as occasion arises. An effort will be made to avoid introducing 
any subject not necessary for the solution of the parti(*ular problem under 
consideration. The main purpose of the following chapters is to illus¬ 
trate how the fundamental principles presented in the earlier chapters may 
be applied to the solution of pra(*ti(*al design problems. 

TEST PROBLEMS 

1. Given a d-o dynamo: developed volts = 100; total number of slots = 53; number 

of inductors per slot = (J; number of poles = 4; specul = 1,000 rpin; winding, series 
(or wave). Calculate the flux per pole. Ana. 043,000 maxwells. 

2. A certain four-})ole simph'x-lap-wound d-c generator has 708 armature inductors 

and revolves at 20 rps. If the flux per pole = 715,000 maxwells, calculate the 
generated voltage. Ana. 109.8 volts. 

3. The lap-wound armature* of a six-pole generator has 000 active conductors. 

The speed is 1,000 rpm. 44i(* area of each pole face is 100 s(^ in., and the average 
air-gap flux density under the pole face is 8,000 gauss. Calculate the emf between 
positive and negative brushes. Ans. 510 volts. 

4. A shunt-wound 12-pole 500-kw dynamo, with simplex-lap-wound armature, 
has a terminal emf of (iOO volts at full load. The armature is wound with 5,000 ft 
of copper win* of 40,000 cir mils cross section. Assuming 2 volts drop at the brushes, 
and negh*ctiiig the current in the field coils, calculate the emf which must be developed 
in the armature at full load. (Ohms per circular mil-foot = 12.) 

Ans. GIO.J volts. 

6. The average value of the emf induced in a single full-pitch armature coil in a 
10-pole g(*nerator is 10 volts. Calculate the number of turns in the coil, given that 
the speed of the armature is 250 rpm, and that the useful flux per pole is 2,000,000 
maxwells. Ans. 6. 

6. It is desired to connect nine equalizer rings to the proper commutator bars of a 
10-pole lap-wound d-c generator, and to space them uniformly. If there are 270 
commutator bars on the machine, what numbered bars must be connected to ring 1 
and to ring 3, given that bar 1 is connected to ring 1? 

Ans. 1, 55, 109, 163, 217. 13, 67, 121, 175, 229. 
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7. Given the following data referring to a d«c dynamo: armature diameter = 8 in.; 
style of winding, simplex-lap; specific loading q =* 332; number of poles = 4; kilowatt 
output ~ 5; full-load voltage *= 115. Calculate (a) the total number of inductors 
on the armature; (6) the armature ampere-turns pet pole. 

Ans. (a) 7G8, (5) 1,044. 

8 . Given the following particulars relating to a d-c dynamo: kilowatt output = 25; 
full-load volts = 125; armature diameter = 15 in.; style of winding, simplex-wave; 
specific loading q = 510; number of poles = 6. Calculate (a) the total number of 
inductors on the armature, (5) the armature ampere-turns per pole. 

Ans. (a) 240, (6) 2,000. 

9. Given a 10-kw 110-volt 4-pole simplex-lap-wound d-c generator with a total 
of 560 inductors on the armature, a mean length per turn of armature coil equal to 
19.6 in., and an IR drop in the armature of 3 volts at full load. Calculate: (a) the 
total armature resistance, (b) the resistance of one turn of the armature winding, 
vc) the size of wire on armature in circular mils. (A ssume the resistance of fgppnr in 
b e 12 ohms-cir m ils per ft.) Ans. (a) 0.033 ohm, (h) 0.001885 ohm, (c) 10,400. 

10. In a multipolar d-c generator with simplex series (or wave) winding, a flux 

density of 6,000 gauss in the air gap produces 100 volts at the terminals on open 
circuit. The resistance of all + (or all —) brush contacts is 0.005 ohm. The resist¬ 
ance of (och path through the armature winding is 0.02 ohm. The resistance of the 
series-field windings is 0.005 ohm. What increase in air-gap density is reipiired to 
produce flat compounding, given that the line current is 200 amp? (Neglect the 
effect of shunt-field current.) Ans. 300 gauss. 

11. G iven a six-pole simplex-lap-wound d-c generator with a total of 66 armature 

slots; 3 turns per armature coil; 66 commutator bars; 100 volts at terminals. Calcu¬ 
late (a) the average volts generated per armature conductor, (6) the average volts 
between adjacent commutator liars (neglecting the effect of brush width in short- 
circuiting one or more coils). Ayis. (a) 1.52 volts, (b) 9.09 volts 

12. G iven a 10-pole d-c generator with series (or wuive) winding: specific loading 

q == 650; armature ampere-turns per pole = 6,500. Calculate (a) the armature 
diameter, (5) the number of turns in series between and — brush sets if the line 
current is 125 amp. Ans. (a) 63.7 m., (b) 520. 

13. If there are 320 inductors and 80 slots on the armature of a d-c generator, 
and 160 commutator bars, (a) how^ many turns are there betw'oen adjacent bars if 
the winding is simplex lap? (b) What is the average value of the potential difference 
betw'een adjacent commutator bars if the machine has eight poles and the potential 
difference between positive and negative brush sets is 220 volts? 

Ans. (a) 1, (b) 11 volts. 

14. An armature having 85 slots and 285 commutator segments has an eight-pole 
simplex-waAe type of winding. If each conductor cuts 1.05 X 10® maxwells per 
sec, (a) calculate the number of turns in each element if the machine generates 
600 volts, (b) If the winding were changed to the lap type, all other conditions 
remaining unchanged, calculate the generated voltage, (c) Calculate the voltage 
between adjacent commutator segments for parts (a) and (b). 

Ans. (a) 2, (6) 150 volts, (c) 16.85 volts, 4.16 volts. 

16. An armature has 79 commutator segments and is w'ound for four poles. If 
each element has two turns of wire, the cross section of which is 0.042 sq in., and each 
turn is 34 in. in length, calculate the resistance of the winding at 60°C (a) if the 
winding is of the lap type, (6) if the winding is of the wave type. 

Arts, (a) 0.00627 ohm, (5) 0.02508 ohm. 

16. A 300-kw 8-pole 600-volt generator has an armature containing 351 commutator 
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segments. Its winding is of the simplex-wave type and the current density in each 
conductor is 2,400 amp per sq in. Calculate (a) the volts between adjacent com¬ 
mutator segments, (6) the commutator pitch, (c) the area of cross section of each 
conductor. Ans. (a) 13.65 volts, (b) 88, (c) 0.104 sq in. 

17, The following particulars are given in connection with the armature of a d-c gen¬ 

erator: slots » 41, commutator segments = 82, winding == simplex-wave, poles » 6, 
size of armature conductor = 0.06 in. X 0.3 in., current density in the armature 
conductor *= 3,000 amp per sq in., volts between commutator segments 16.8. 
Calculate the kilowatt output of the machine. (Neglect the losses due to shunt-field 
current.) Ans, 25 kw. 

18. A 75-kw 125-volt generator has an armature containing 200 commutator seg¬ 
ments and a six-pole simplex-lap winding. The armature is tested (with the brushes 
lifted off the commutator) by connecting two diametrically opposite commutator 
segments to a d-c supply with an ammeter and rheostat in series. The current is 
adjusted to 80 amp, and the voltage drop between two adjacent segments is then 
found to be 0.044 volt, (a) Calculate the actual (operating) armature resistance. 
(6) Calculate the armature voltage drop under full-load conditions. 

Ans. (a) 0.00612 ohm, (b) 3.68 volts. 



CHAPTER 4 


COMMUTATION AND DESIGN OF COMMUTATING 

POLES 

20. Theory of Commutation.* A d-c dynamo is provided with a 
commutator in order that unidirectional currents may be drawn from 
armature windings in which the current actually alternates in direction 
as the conductors pass successively under poles of opposite kind. As each 
coil in turn passes through the zone of commutation, it is short-circuited 
by the brush, and during the short lapse of time between the closing and 


2/c 2h 



commutation commutation 

(a) (b) 

Fig. 21. Sketches illustrating two stages in the commutation process of a coil. 

opening of this short circuit the current in the coil must change from a 
steady value of +Ic to a steady value of —7c. Referring to Fig. 21, 

Let W = surface width of brush (brush arc) in centimeters 
M = thickness of insulating mica in centimeters 
Vc = surface velocity of commutator in centimeters per second 

* This article and, indeed, the greater part of this chapter contain much that has 
already been published under the title Commutation in Continuous Current Dynamos 
in the Journal of the Franklin Institute of May, 1922, to which the student is referred 
for a more detailed discussion of the conditions leading to sparkless commutation. 
See also B. G. Lamme, A Theory of Commutation and Its Application to Interpole 
Machines, Trans. AlEEj vol. 30, pp. 2359-2404; the very complete treatment 
in C. C. Hawkins, “The Dynamo,” vol. 2, Chap. XX, Sir Isaac Pitman & Sons, Ltd., 
1923; and L. Dreyfus, “Commutation in Large D-C Machines,” Julius Springer, 1929. 
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The time of commutation in seconds may then be written 


W-M 

Vc 


Since Af is usually small with reference to W, it is generally permissible 
to express the time of commutation as 4 = W/Vc] that is to say, the 
time taken by any point on the commutator surface to pass under the 
brush is approximately the same as the duration of the short circuit. It 
is during this time tc that the current in the commutated coil must pass 
through zero value in changing from the full armature current of +/c to 
the full armature current of —/r. If R is the resistance of the short- 
circuited coil, and if any possible disturbing effect of brush-contact resist¬ 
ance be neglected, it is evident that the emf in the coil should be e = Ir 
X at the commencement of commutation. At the instant of time 
when the current is changing its dire(*tion (f.c., when no current is flowing 
in the coil), the emf is c = 0 X 7^ = 0. At the end of the time 4, when 
the coil is just about to be thrown in series with the other coils of the 
armature winding carrying a current ~ h amp, the emf in the (*oil should 
be e = --Ic X R- It is when the emf in the coil has some value other 
than this ideal value that sparking is likely to occur. 

Consider a closed coil of wire of T turns moving in a magnetic field. 
At the instant of time ^ = 0, the total flux of induction passing through 
the coil is -f-^o maxwells, and, at the instant of time t = tc sec, the total 
flux through the coil is maxwells. Then, on the assumption that 
the flux links equally with every turn in the coil, the average value of the 
emf developed in the coil during the interval of time tc is 


tc X 10« 


volts 


( 21 ) 


If R is the ohmic resistance of the coil and e is any instantaneous value 
of the emf produced by the cutting of the actual magnetic field in the 
neighborhood of the coil, the instantaneous value of the current in the 
coil is i = e/R, because c is the only emf in the circuit tending to set up 
a current. The usual conception of a distinct flux due to the (current i 
producing a certain flux linkage, known as the self-inductance of the cir¬ 
cuit, is avoided; but its equivalent has not been overlooked since the 
mmf due to the current in the coil is a factor in the production of the flux 
actually linked with this current at the instant of time considered. 

The wires in the coil undergoing commutation will be thought of as 
cutting through a total flux of induction, expressed in magnetic lines or 
maxwells, this flux being the resultant of the magnetizing forces of field 
coils and armature windings combined. 
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If a full-pitch armature coil is short-circuited by the brush while half¬ 
way between the N and S pole tips—that is to say, while the coil sides 
are in the geometric neutral asone -the magnetic fluxes due to the main 
poles are canceled and their effect need not be considered. It is then only 
the flux set up by the armature winding itself ((Considered separately from 
the field fluxes) which is effective in producing an emf in the coil under¬ 
going commutation. The fact that the flux from the field poles which 
passes through the short-circuited coil is the same at the end as at the 
beginning of commutation—when this occurs in the “ geometric neutral 



Fig. 22. Short-circuited coil with brushes in neutral position (flux due to field coils 
only). 

zone—^is clearly shown in Fig. 22. Here Wa is the distance of travel of 
the armature conductors during the time of short circuit; it may be 
defined as the brush width referred to the armature periphery. Thus 
Wa = W(D/Dc)j where W is the brush width (or brush arc), D is the 
diameter of the armature, and Dc is the diameter of the commutator. 
The curve shows the distribution of flux density over the armature sur¬ 
face, being positive, or (say) from the N pole, when measured above the 
datum line, and negative, or of opposite polarity, when measured below 
the datum line. It is obvious that with all poles of the same size and 
shape, ex(5ited with the same number of ampere-turns, the flux density 
will be zero on a line exactly halfway between the poles; and, since the 
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resultant flux through a coil of width equal to pole pitch is exactly the 
same for both positions of the coil shown in the figure, it follows that the 
mean voltage developed in the coil while moving through the distance 
Wa is zero.* If this distribution of flux in the commutating zone were 
not disturbed by the currents in the armature conductors, commutation 
would offer no serious difficulties even under heavy loads. 

21. Magnetic Flux Due to Armature Currents. The brushes are still 
supposed to be in such a position that the coil sides are at a point mid¬ 
way between poles when the mica which separates the two ends of the 
coil is under the center of the brush; this would be midway between 

the two extreme positions of Fig. 
21 (a) and (b ). When considering the 
changes in flux density brought about 

T by the currents in the armature wind¬ 
ings, it is permissible and convenient 
to think of the magnetic fluxes in the 
zone of commutation, which are due 
to the armature current, as distinct 
from other fluxes, and also as fixed in 
space and, therefore, cut by the arma¬ 
ture conductors as they move a(;ross 
it. For those who may experience 
difficulty in conceiving of a stationary 
flux due to currents in moving arma¬ 
ture conductors which arc themselves 
cutting this same flux, it may be more 
convenient to revert to formula (21) 
and consider merely what is the dif¬ 
ference between the amount 

of flux which links with the coil at the 
end of the period of short circuit and that which linked with the coil at 
the beginning of the period of short circuit. If this difference is zero, 
commutation will have taken place in a neutral field, which is the ideal 
condition for sparkless commutation. 

In Fig. 23 the dots between the two extreme positions of the coil 
undergoing commutation indicate flux lines, all of the same polarity, 
which are due to the armature currents only. The fact that the armature 



Fig. 23. Magnetic flux in zone of com¬ 
mutation due to currents in armature. 


* Although this principle is now generally recognized, there was considerable 
controversy on the subject of commutation between the years 1902 and 1913 when 
M. Marius Latour maintained in the face of considerable opposition that, if the 
average emf generated in the armature coil during the time of short circuit is to be 
zero, the total resultant flux linking with the coil at the end of commutation must be 
the same in amount as at the beginning of commutation. 
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ampere-tums will produce some flux in the zone of width Wa and length 
la the gross length of the armature core) is generally understood, but 
that the same is true of the end connections is not always so clearly 
realized. It will, however, be evident from an inspection of Fig. 23 that 
flux of the same kind as that in the space FAA'F' will be found in the 
space ABB'A', although it may be of lower density. This flux is due to 
the conductors running parallel to AB carrying currents which are oppo¬ 
site in direction on the two sides of the space considered. What has been 
said of the space ABB'A' applies equally to the flux cut by the portion 
FE of the end connections, and, if the coil side EFAB cuts through a 
positive flux (<l>a + it will readily be seen that coil side BCDE cuts 
through an equal amount of negative flux, so that the difference in the 
amount of flux enclosed by the coil at the end and beginning of com¬ 
mutation [the quantity 4>t — of formula (21)] is 2[^a + (2)(H)^J- 
This difference of flux will always occur unless the brushes are shifted 
so as to bring the short-circuited conductors into a field from the main 
poles sufficient to annul it, or unless commutating poles are providedy 

Whether in a generator or motor, the flux due to the armature currents 
is always such as to set up emfs in the short-circuited coil tending to 
oppose reversal of the current. It is for this reason that the important 
element in the problem of commutation, from whatever point of view it is 
approached, is the correct determination of the field in which the short- 
circuited coil is moving. With slotted armature cores, as used in modern 
machines, the current in the conductors lying in the slots will set up a dif¬ 
ference of magnetic potential between the sides of the teeth which form the 
boundaries of the slot. The resulting flux component, known as the ''slot 
flux,'^ will also have an effect on commutation, but before considering 
this in some detail it will be well to explain how the armature flux and 
the end flux may be calculated. 

22. Formulas for Calculating Armature Flux and End Flux in the 
Zone of Commutation. It is not possible to develop an accurate general 
formula for the amount of the ‘‘armature flux” cut by the short-circuited 
coils. By armature flux is meant the flux due to the ampere-turns of the 
armature which passes between the field poles and the tops of the arma¬ 
ture teeth comprised in the zone of commutation (the space Wa of Figs. 22 
and 23). The path taken by the flux lines is not easily predetermined, 
and it will depend not only upon the slope and distance apart of the pole 
shoes, but also upon the position of the brushes. 

The flux entering the zone of commutation of width Wa exactly halfway 
between the two pole tips is due to the armature mmf only, because the 
mmfs of the two field poles neutralize at this point. When the field poles 
are excited, the flux path will be between the armature core and the field 
pole of opposite kind, generally as indicated in Fig. 24. The length of 
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this flux path, whether it terminates at the pole shoe or higher up on the 
side of the pole core, depends mainly upon the distance between the pole 
tips, or (1 — r)r, where r = pole pitch and r is the ratio of pole arc to 
pole pitch. 

The following empirical formula may be used for calculating the flux 
entering the armature core at a point halfway between the main poles 
when the position of the brushes is such that commutation takes place 
with the coils in the geometric neutral zone: 

*■ • [(T+W('l‘= r)/)] 

where Z = the total number of armature conductors carrying a current 
Icy p = the number of poles, and D = the armature diameter in inches. 



Fig. 2*1^ Fhix duo to armature ourronts outerinR commutation zone of width Wa. 

Formula for FLuxJ^ Formulas for (*al(*ulating the flux cut by 

the end connections of the armature winding are not applicable to all 
sizes of machines and types of winding, and they should be considered as 
approximations only, unless they contain empirical (jonstants which have 
proved to be reasonably accurate for the particular type of armature to 
which they apply. By making certain assumptions, A. Still developed 
a formula which he found to be sufficiently accurate for the purposes of 
the designer. The required formula sliould give a value for the total 
end flux or twice the amount of flux represented in Fig. 23 by the dots 
contained in the space ABB'A\ This will be compensated for by one 
commutating pole on the assumption that there are as many commutating 
poles as main poles. 

Referring to Fig. 25, the flux which has to be calculated is that which 
is set up by currents in the end connections themselves in a space of 
area 2WaV where Wa is as defined on page 61, and I' is the axial projec¬ 
tion or overhang of the armature coils outside the laminated core. The 
dimension I' should be the equivalent overhang which may be estimated in 
the manner to be explained later and given by formula (25). Dimensions 
will be understood to be expressed in centimeter units unless otherwise 
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stated. The coil pitch in the diagram Fig. 25 is shown as being equal 
to the pole pitch r, but this is not important, and the amount of the end 
flux which is cut by a coil side in the geometric neutral zone changes very 
little with the pitch of the armature coils. 

We shall, in the first place, neglect the effect of neighboring masses of 
iron in the paths of the magnetic flux and assume these paths to be circles 
of average diameter x (see Figs. 25 and 26). The line QR represents a 
(*ircle in a plane perpendicular to the axis of the armature at a distance 
// cm from the plane passing through the points where the end connec¬ 
tions change their direction to return through armature slots approxi¬ 
mately a pole pitch away from the starting point. With /z == 1, B will 



Fio. 25. Position of end oonnoetion iit start and finish of commutation. 


have the same numeri(*al value as //, and the value of B in the small space 
of area Wady is simply the mmf divided by the length of path which is 
assumed to be ttx. 

The figures in the small sijuares of Fig. 26 are proportional to the 
ampere-turns tending to establish magnetic flux through these scpiares. 
Their value is determined by summing up the currents in the end con¬ 
nections which surround each individual area. It will be observed that 
the mmf tending to establish end flux in the zone AB, through which the 
end. connection of the short-circuited coil is moving, falls off according 
to a straight-line law as the distance beyond the armature core increases. 

The maximum armature ampere-turns per pair of poles [see formula 
(10) on page 15] are Zldp and the mmf tending to set up flux in a 
circular path of diameter .r and cross section Wady is 0AT(ZIr/p)(y/b) 
gilberts. Since y/b = x/r, the length of the path is irx which may be 
written Triy/b), whence the flux density in the space considered is 


B = H = 


mmf 

length of path 


= 0.4 


Zh 

pr 


Since this quantity is independent of either x or ?/, we may assume that, 
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if there were no iron in the path of the end fluXy the flux density would have 
a constant value throughout the space AA^B'B of Fig. 23. 

Introducing a coefficient k to take care of the decreased reluctance of 
the flux paths due to proximity of the poles, coil supports, steel binding 



Fig. 26. Diagram illustrating calculation of end flux in zone of commutation. 

wire, and other neighboring iron, the density of the end flux in the zone 
of commutation may be written: 


or 


Be = 0,4A; —gauss 

pr 


Be == k 


ZL 


g™ gauss (approx) 


(23) 

(23a) 


where the armature diameter D must be expressed in centimeters. 
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The value of k in modern machines will usually be between 2 and 3. 
A good average value to use in the formulas is fc = 2.5. 

The end flux which is cut by one side of the short-circuited armature 
coil is, therefore, 

= 2.5 X 2l'Wa = j ZIe maxwells (24) 


where V should be the equivalent overhang in centimeters beyond the ends 
of the slots in order to include the flux cut by the loops where the coils 


bend over from the upper to the 
lower layer. 

Referring to Fig. 27, we may write 
V = a + 6 + 2^ 

where a is the straight part of the 
coil side between the end of the slot 
and the first bend, and c is the mean 
radius of the loop at the extreme 
end of the coil. A close approxima¬ 
tion to the length b + (7r/2)c is the 
quantity (tc tan a + d)/2 where Tc 
is the coil pitch which may be equal 



Fig. 27. Illustrating overhang of arma¬ 
ture coils 


to, or less than, the pole pitch t, the 

angle a is as indicated in Fig 27, and d is the slot depth. Thus 


Z' = a + 


Tc tan a + d 
2 


(25) 


For a rough approximation, the equivalent overhang may be assumed 
equal to one-half the pole pitch, or 

r = 0 5 t (approx) (25a) 

Since r (in centimeters) = ttD/p, Eq. (24) may now be rewritten in a 
more convenient form as follows: 

^ [0- 625 X O .StD /p X 2.54 ]y„ j 

ZIe maxw^ells (24a) 

where Wa is expressed in inches, 

23. Effect of Slot Flux. Practically all modern generators and motors 
have slotted armatures and, since the effect of the slot leakage flux on 
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commutation has not yet been discussed, it will be necessary to consider it 
before proceeding further. In Fig. 28 an attempt has been made to rep¬ 
resent, by the usual convention of magnetic lines, the flux due to the arma¬ 
ture current alone, which enters or leaves the armature periphery in the 
interpolar space when the field magnets are not excited. The position 
chosen for the brushes is the geometric neutral (i.c., the point midway 
between two poles) and the magnetic lines leaving the teeth will cross the 
air spaces between armature surface and field poles and so close the mag¬ 
netic circuit. The brush is supposed to cover an angle equal to twice the 
slot pitch. The current in the conductor just before the short circuit 
occurs is +/c, the current in the conductor occupying the slot correspond¬ 
ing to a position under the center of the brush is zero, and the current in 



the conductor just passing out from the short circuit is —The arma¬ 
ture is supposed to be rotating, and it will be^seen that the conductors in 
which the current is being commutated are cutting the flux sol up by the 
armature as a whole. It is important to note that the flux cut by a (*on- 
ductor, while traveling between the two extreme positions during which the 
short circuit obtains, is not limited to the flux passing into the air gaps 
from the tops of the teeth included between these positions of the con¬ 
ductor but includes also the flux due to the currents in the short-circuited 
conductors, which crosses the slot above the conductor* and leaves the arma¬ 
ture surface by teeth which are not included between the two extreme positions 
^of the short-circuited coil. This picture of the conductor cutting the field 
set up by the armature currents is especially useful when calculations are 

* For the sake of simplicity, a single conductor is shown at the bottom of each 
slot and the whole of the slot flux is supposed to link with it. Th(' calculation of the 
“equivalents^ slot flux will follow. 
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made by considering the separate component fluxes due to distinct causes, 
all combining to produce the actual or resultant flux. It is not difficult to 
see that the flux shown in Fig. 28 is never such as to generate an emf tend¬ 
ing to reverse the current in the short-circuited conductor; rather, this 
flux gives rise to an emf that tends to oppose current reversal. 

24. Formulas for Calculating Slot Flux. Instead of all the slot flux 
passing above the conductors to which it owes its existence, as shown in 
Fig. 28, much of this flux will actually pass through the copper in the slot. 
In order to simplify the calculations and yet obtain formulas of suflScient 
ac(‘iirac*y for the purpose of the designer, the whole of the slot—including 
the space usually occupied by the wedge -will be supposed occupied by 
the coils, the slot dimensions (in centimeters) being as indicated in Fig. 29. 
It will be convenient to assume the same number of commutator bars as 
there arc slots, and each slot to be filled with 2T conductors, each carrying 
7, amp. (This follows from the assumption of a full-pitch winding.) 
Thus no account will be taken of the fact that a small space occurs 
between upper and lower coils, where 
the slot flux will not pass through 
the material of the conductors. The 
lines of the slot flux will be supposed 
to take the shortest path from tooth 

to tooth; the small amount of flux ^ llh.stmtmK slot-flux cal- 

that may follow a curved path from culations. 
corner to corner of tooth at the top of 

the slot will be neglected. Refinements of this nature may be introduced, 
if desired, when solving the problem for a concrete case. If the usual 
assumption is made that the reluctance of the iron in the path of the mag¬ 
netic* lines is negligible in comparison with the slot reluctan(*e, the small 
portion of slot flux in the space dx (Fig. 29), considered 1 cm long axially 
(i.r.j in a direction perpendicular to the plane of the paper), is 

= F X dP 

where dP is the permeance of the air path. Thus 
t/4>' = 0.4,r (277.) ^ X — 

u S 

and the total slot flux per centimeter of axial length in the zone of commuta¬ 
tion— being twice the flux per slot (see Fig. 28)—is 

0,8.(277,) 

“ (Is Jo 

O.SrdTh 

8 = - 

5 





( 26 ) 
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Since this flux is not cut equally by all the conductors in the slot, the 
volts generated in the short-circuited coil by the cutting of this leakage 
flux will depend upon what may be termed the equivalent slot flux. This 
may be defined as the amount of flux which, if cut by all the conductors in 
the slot, would generate in the coil the same emf as results from the cut¬ 
ting of the actual slot flux. Thus, the element of flux in the space of 
depth dx (Fig. 29) links only with 2T(x/d) conductors,* and the equiv¬ 
alent amount of flux which, if cut by all the conductors in the slot, would 
generate the same emf is, therefore, 




= //d) y _ 

equiviilent ^ ^ 


whence 


= 0.8^. /•" 
■ d“S Jo 


Q.Swd 


Tic maxwells per slot 


The total slot flux cut by each coil side during commutation, being 
twice the flux per slot, as previously explained, the final expression for the 
equivalent slot flux per centimeter axial length of the armature, when the 
path of the flux lines is up through the root of the tooth and outward 
across the slot through the copper of the conductors, is 

maxwells (27) 


Since T = Z/2Sj and the armature length is 2.54^a, where la is in inches, 
the total equivalent slot flux for a length la in. becomes 

^ ^ ^ ^ ^ 2.54Za = maxwells (28) 

25. Formula for Calculating the Total Flux in Zone of Commutation. 

Since the total interpolar flux in the zone of commutation is represented 
by the sum of the three components given by formulas (22), (24a), and 
(28), a convenient, single equation may be written, combining them as 
follows: 


r 0.92Wala . 2.5Wa . 2.1di!al 
= l(r+ 2/p)(l - r)D + maxwells (29) 


* These calculations are based on the assumption of a large number of turns in 
the armature coils. When the winding consists of only one or two conductors of 
large cross section in each slot, the current distribution will not be quite uniform, 
as here assumed. 




71 


Art. 28 DESIGN OF COMMUTATlSlG POLES 

26. Effect of Several Coil Sides in One Slot—Full-pitch Windings. 

When developing formulas (26) and (27) for the slot flux and equivalent 
slot flux, two assumptions were made: (1) that the number of commutator 
segments was the same as the number of armature slots, and (2) that the 
coil pitch was the same as the pole pitch. When there are several coil 
elements per slot, which occurs when the number of commutator segments 
is greater than the number of slots, the current at the beginning and end 
of the commutation period has not the maximum value +Ic and ~/c in 
all the conductors occupying the slot for which it is desired to calculate 
the leakage flux. The slot-leakage flux is then not correctly given by for¬ 
mulas (26) and (27), and, for a closer approximation to actual conditions, 
a modifying factor should, therefore, be introduced. In other words, a 
mean value for the current in the slot which sets up the leakage flux should 
be substituted for the maximum value 7c. 

27. Effect of Short-pitch Winding on Slot-leakage Flux. Although 
chorded windings will usually slightly reduce the amount of armature flux 
in the zone of commutation and also the end flux, it is in the amount of 
the slot flux that their effect is most noticeable. 

Given the ratio of number of commutator bars to number of slots, the 
number of commutator bars (*overed by the brush, and the number of 
slots chorded or the difference between the number of slots in the pole 
pitch and the number of slots spanned by the armature coil, it is possible 
to determine the average value of the ampere conductors in the slot at 
both the beginning and the end of (’ommutation. 

By assuming the ideal or straight-line^^ current reversal in the short- 
circuited coils, the mmf which sets up the slot flux may be determined 
graphically without much difficulty, and the proper correction to the for¬ 
mulas (26) and (27) can then be applied. A. Still has proposed else¬ 
where* formulas for these correction factors, and it is not proposed to 
reproduce them here. The formulas (26) and (27) for full-pitch windings 
give the maximum values for the slot flux. 

28. Illustrative Example Calculation of Short-circuit EMF. The 
foregoing analysis will now be illustrated by the solution of a problem in 
which the approximate values of the total commutating-zone flux and the 
induced emf in the coil during short circuit will bo calculated. For this 
purpose the following information, taken from an actual d-c generator 
design, is given: 

Output rating = 500 kw 
Volts = 460 
Speed N = 900 rpm 
Number of poles p = 6 


* Commutation in Continuous Current Dynamos, 7. Franklin Inst.y 1922. 
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Diameter of core D = 28 in. ' 

Diameter of commutator Dc = 21 in. 

Length of core la = 14.5 in. 

Ratio of pole arc to pole pitch r = 0.63 

Number of slots S = 108 

Number of commutator segments = 2l() 

Number of conductors per slot 27’ = 4 
Slot width s = 0.39 in. 

Slot depth d = 1.0 in. 

Type of winding = simplex-lap 
Brush arc W — 1 in. 


Calculations: 


Ic = = 181 (The shunt-field current is neglected.) 

400 X 6 


Wa = X 1.0 = 1.31 Z = 108 X 4 = 432 
r 0.92 X 1.34 X 14.5 2.5 X 1.34 

L(1 + ?o)(l - 0.03)28 ^ 0 


2.J^>0.j^X \±5 
0.39 X 108 

= (1.295 + 0.558 + 1.157)432 X 181 = 235, 


J 432 X 181 
000 maxwells 


Since there are four conductors per slot (twice as many commutator 
segments as slots), and the winding is simplex lap, each short-circuited 
coil will have one turn connected between adjacent segments. 


Time of commutation t^ 


Wa 

peripheral velocity of core (in. ^se<*) 
1 34 


Average value of the emf generated in the short-cinaiited coil is, 
therefore. 


24>f X turns per element _ 2 X 235,000 X 1 


tc X 10« 


0.00102 X 10^ 


= 4.0 volts 


29. Commutating Poles. These are auxiliary poles situated halfway 
between the main poles and excited by a series winding so proportioned 
as to furnish the amount of flux necessary to counteract the effect of the 
armature mmfs in the ?one of commutation. In machines furnished with 
commutating poles, the portion of the armature periphery covered by the 
main poles is usually limited to 0.65 of the total periphery. 
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In Fig. 30 the face of the commutating pole is supposed to cover the/uZi 
length of the armature core and to be wound with sufficient ampere-turns 
to overcome the armature mmf and force a certain amount of flux into the 
armature teeth comprised in the zone of commutation. In this case the flux 
required to balance or counteract the flux cut by the end connections of 
the short-circuited coil has been neglected, and the flux shown entering 
the teeth under the commutating pole is the slot flux only. If the face of 
the commutating pole were shorter than the axial length of the armature 
core (as is usually the case), there would also be a certain amount of what 
has previously been referred to as the armature flux to be compensated 
for; but Fig. 30 has been drawn solely for the purpose of showing how the 
slot flux- which cannot be annulled like the armature flux— is supplied by 


Commutating 

pole 



--h;- 


Fi(,. 30*! Slot flux supplied by rommutiiting pole. 

the commutating pole, and, since it no longer passes outward through the 
roots of the teeth, as shown in Fig. 28, is not cut by the coil as it travels 
over the space of width TKa. When the conductors fill the slot instead of 
being con(*entrated at the bottom, as showm in Fig. 30, a portion of the 
slot flux is cut by a portion of the conductors in the slot. It is, therefore, 
necessary to consider what shall be understood by the equivalent slot flux 
.when this flux is supplied by the commutating pole (or leading pole tip 
when the brushes are shifted), because this wdll no longer have the same 
value as given by the previously developed formula (27). 

The element of flux d^ in the space dx (see Fig. 29) no longer links with 
2T{x/d) conductors, as w^hen the slot flux was considered as passing out¬ 
ward through the roots of the teeth, but wdth 2T[{d — x)/d] conductors. 
The equivalent flux per centimeter axial length of slot, when no part of this 
flux passes into the armature core below" the teeth is, therefore, 
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if 


/. 




i^Tl 

dh 

1.67rd 


- x{d - 


x)dx 


6s 


Tic 


(30) 


or just half the equivalent slot flux as given by formula (27), and one- 
third of the total slot flux as given by formula (26). 

Assuming first that the axial length of the eommutating pole is the same 
as the armature core, the former must be provided with sufficient ampere- 
turns to (1) nullify the armature ampere-turns that produce <!>«, and 
(2) inject sufficient flux into the armature so that an emf is developed that 
is exactly equal and opposite to that generated by the cutting of the 
unannulled flux <!>« and When this desired condition is attained there 
will be no change in flux through the coil during the time of commutation 
tr, and 

= ^e + <i>es (31) 


When, as indicated by Fig. 31, the axial length of the commutating^ 
pole Ip is shorter than the armature-core length (and this is generally the 



Fig. 31. Illustrating “armature flux’^ opposing rurrent reversal where armature 
surface is not covered by commutating pole. 

case in the design of modern d-c machines), an additional component of 
flux must be injected into the armature by the commutating pole to com¬ 
pensate for the unaiinulled 'portions of the armature flux that exist in 
the two ends beyond the commutating pole. This additional flux, which 
is equal to ^a{la ~ lp)laj will then permit the armature to generate a suffi- 
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ciently greater, oppositely directed emf to ensure sparkless commutation. 
As a result, the commutating pole must be designed to inject a flux into 
the armature e(}ual to 




tir) 




maxwells 


(32) 


Substituting the values given by formulas (22), (24a), and (28) in Eq. 32, 
the commutating pole flux 


0.92Tra(^a - Ip) 2.5Wa 2.ldla] 

~ L(1 + 2/p)(l -rjD'^ p ^ s X Sj ^ 


maxwells (33) 


Knowing the amount of flux to be provided by each commutating pole, 
its cross section can be decided upon and the necessary exciting ampere- 
turns calculated, bearing in mind the following requirements: 

1. The average air-gap density should be low (preferably not exceeding 
20,000 maxwells per sq in. with full load on the machine), to allow for 
increase on overloads. 

2. The leakage factor should be as small as possible. This involves 
keeping the width and axial length of interpole small, thus conflicting with 
condition 1 and presenting one of the difficulties of commutating-pole 
design. 

3. The minimum width of pole face must be such that the equivalent 
pole arc (which includes an allowance for fringing) shall be somewhat 
wider than the commutating zone of width Wa- 

4. The effect of the commutating pole being to increase the flux in that 
portion of the yoke which lies between the interpole and the main pole of 
opposite polarity, it is important to see that the resulting flux density in 
this part of the magnetic circuit is not excessive. 

5. The total line current should, if possible, pass through all the inter¬ 
pole windings in series; that is to say, parallel circuits should be avoided 
because of the possibility that the current may not be equally divided. 
If the total current is too great, a portion may be shunted through a 
diverter. The diverter should be partly inductive, the resistance being 
wound on an iron core in order that the time constants of the main and 
shunt circuits may be approximately equal. If this is not done, the wind¬ 
ing on the commutating pole will not take its proper share of the total cur¬ 
rent when the change of load is sudden, and this may lead to momentary 
destructive sparking. 

30* Illustrative Example. Design of Commutating Poles for D-C 
Generator. 

(a) Determining the Axial Length of Commutating Pole, Using the 
given data and the calculated results of the example of Art. 28, Ip will 



76 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 4 ' 

first be found, on the assumption that the machine will have the same 
number of interpoles as main poles. 

Selecting a preliminary flux density in the air gap under the (‘ommutat- 
ing pole, Bpj of about 17,900 lines per sq in. 

= 1.34 X 17,000/,, = 24,000/„ 


But, by formula (32), 

= (1.295 X -132 X 181) 


+ (0.558 X 132 X 181) 

+ (1.157 X 432 X 181) 


= 101,200 - 7,000/p + 43,000 + 90,500 


Equating the two values of 


101,200 + 43,000 + 00,o00 
24,000 + 7,000 


23o,300 

31,000 


= 7.0 in., or (say) 7.5 in. 


Solving for air-gap flux and flux density 


4>, = 101,200 - (7,000 X 7.5) + 43,000 + 90,500 

wf 182,800 1 Q ooo n 

^ p = 18,200 maxwells per s(j in. 

1 .o4 X * .0 


182,800 maxw'ells 


(6) Determining the A m'pere-turns on (^ommtdating Pol (. Since this cal¬ 
culation depends, in part, upon the so-called (quivaUnt air gap between 
the commutating pole and the slotted armature coi’e, it will first be neces¬ 
sary to decide upon an actual air gap 5, and then c'valuate b, (refer to 
+)hap. 5, p. 92)Upon the assumption that the air gaps under the 
main commutating poles are e(iual, an average value of 6, as calculated 
by formulas (12) and (13), page II, may be used. Selecting a main- 
pole air-gap flux density //'' =^59,000 (see table, p. 11), 5, by for¬ 
mula (12), = (432 X 181)/(() X 59,000) = 0.221. By formula^ (13), 
b = 0.04\/28 + 3 = 0.223 in. Thus, the average^ value of 5 = 0.222 in. 

The equivalent air gap 5, may now^ be found by making use of formulas 
(37), (37tt), and (37/d (p. 92), and taking an av(M-age, or, as in this case, 
applying only formula (37/;). Thus: X = 287r/10S = 0.815 in., and t = 
0.815 0.39 = 0.425 in. Therefore, 


be 


0.815 

0.425/0.222 + (5 X 0.39)/(5 X 0.222 + 0.39) 


= 0.254 in. 


The ampere-turns on the commutating pole must })e sufficient, at full 
load, (1) to overcome the reluctance of the equivalent air gap between the 
pole face and the slotted armature when the air-gap density is 18,200 max¬ 
wells per sq in., (2) to oppose the armature mmf, and (3) to over(*ome the 
reluctance of the iron portions of the magnetic circuit. 'The full-load 
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ampere-turns required to overcome the air gap will, therefore, be 
(NI)a = 0.313 X 18,200 X 0.254 = 1,450 


and the ampere-turiib required to oppose the armature mmf, neglecting 
the fact that the current in the coils short-circuited by the brushes is less 
than in the remaining portion of the winding, will be, by formula (10) on 
page 15, 

^4Z2x m 

2p 2 X 6 


6,510 


The small mmf to overcome the reluctance of the iron core of the com¬ 
mutating pole will be estimated to be 10 per cent of (NI)„ + ZIr/2p , and 
the total ampere-turns on each pole must, therefore, be 1.1(1,450 + 6,510) 
= 8,756 at full load. 

(c) Determining the Dimensions of the Commutating-pole Winding. 
Since the full-load current (neglecting the shunt-field current) is 500,000/ 
460 = 1,086 amp, the required number of turns per pole = 8,756/1,086 
= 8.05, or (say) 8 turns. A winding w'ith a larger number of turns per 
j)ole may, how^ever, be provided, in which case the final adjustment may 
be made on test by shunting a portion of the current through a diverter. 

. An alternate procedure is to provide sufficient space to accommodate the 
calculated numt)er of turns and then determine the exact number of turns 
by test to give sparkless commutation by applying a temporary winding 
to the cores and connecting this winding to a convenient d-c circuit. 

Still another method, (juite satisfactory, for adjusting the strength of 
the commuiating poles is to provide packing plates or “shims” between 
the pole (*ore and the yoke ring. Then, when the machine is placed on 
test, an adecpiate number of nonmagnetic shims may be used to replace 
the magnetic j)ieces until the magnetic reluctance is properly altered; it is 
possible in this way to adjust the magnetic circuit without changing the 
air gap between pole fa(*e and armature core. 

If the winding consists of bare copper strip on edge, the current density 
may be as high as 1,500 amp per sq in. Assuming a value of about 1,450 
in this design, wffiich is probably high enough to avoid undue temperature 
rise, the cross section of copper re(|uired is 1,086 ^1,450 = 0.75 sq in. For 
a (‘onductor as large as this it w ill be desirable to use two strips of wire in 
parallel, each one having dimensions 1^2 hy ^4 I^hc cross section of 
the commutating pole will then be generally as showm in Fig. 32, wherein 
the dimensions of the main poles have been assumed and are probably 
al)out what w^ould be recpiired in a machine of the specified output. 

(d) Determining the Leakage Factor for the Commutating Pole. It will 
be desirable, at this point, to make calculations to determine the total 
flux and flux density at the outer section of the commutating pole, z.e., 
where the commutating pole is bolted to the yoke. Recognizing the fact 
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that considerable flux will leak between the interpoles and neighboring 
main poles, it should be clear that the flux density near the yoke section 
will be greater than in the air gap. Therefore, the leakage factor, which 
useful flux + leakage flux 


is defined as the ratio 


useful flux 


will be equal to 




(34) 


and, in the usual case, will be rather large. However, in a good design it 
is necessary that the maximum flux density be kept low enough so that 
operation will take place below the knee of the magnetization curve, even 
at overloads, where magnetic saturation is avoided; under this condition, 
the commutating-pole flux will be directly proportional to the load 
current. 


Two screws securing main 
pole to yoke ring 



Two screws securing commutating 
pole to yoke ring 


About 10 turns of two copper 
strips in parallel 
on commutating pole \ 

Copper str*ip^ 
connection to 
next commutating pole 


Shunt 

winding 

Main series 
winding 


108 slots 
wide by 1.6 

Rivets securing laminations 
of main pole between two stout 
iron end plates of same shape 



J 

Fig. 32. Tentative field design for Illustrative Example of Arts. 28 to 30(r). 


To simplify leakage flux calculations it will be desirable to assume that 
the main and commutating poles, between which the flux leakage takes 
place, are parallel to each other, although, being bolted to a cylindrical 
yoke, they are actually inclined to each other at some angle; the parallel 
face assumption will not, however, involve serious error. Furthermore, 
referring to the greatly simplified sketch in Fig. 33, it will be satisfactory 
to assign the following arbitrary values to labeled dimensions: A = 30 to 
355; c == 0.6rr; b = 0.5(r c — w); finally, the dimension w will be made 
about 10 per cent larger than Wa to make sure that an adequate flux spread 
is provided for the commutating zone. 
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Since leakage flux will exist between a main and a commutating pole of 
opposite polarities in the spaces approximately enclosed by the broken 
lines in the lower sketch of Fig. 33, it will be convenient to divide the field 
into three parts, as indicated. Thus, the leakage permeance of the air 
between xy and x'y' will be Pi = 
hlp/b. The nonuniform leakage 
path between yy' and zz' involves a 
more complicated method of calcu¬ 
lation of leakage permeance, but 
Finnis has developed a formula that 
yields a reasonably accurate deter¬ 
mination of this quantity and one 
that checks rather well with calcu¬ 
lations made by plotting flux-distri¬ 
bution maps (to be discussed in a 
later article); Finnis’s leakage-per¬ 
meance formula for the two end 
portions is 


2P„ = 2 X 2Mh X 

+ 


_ 

N/(Fy+?] 


w 


(35) 



calculating approxii^ate pole dimensions 
to determine the leakage flux. 


Having determined the leakage per¬ 
meances, their sum, since they are 
in parallel, may be multiplied by 
one^half the maximum mmf between 
main and commutating pole, the average mmf, to give the leakage flux. 

In the given design: 

28 ^ 

^ 30 X 0.222 = 7 in.; c = 0.6 X 0.63 X = 5.5; 


b ^ 0.5 - 5.5 - 1.5^ = 3.9 in. 


6 

w = ^^ X 1.34 = 1.5 in. 


p _ (7 X 7.5)(6.45) _ ,, 

2P„ = 2 X 2.54 X 7 X - log. 

w 




The total leakage permeance will, therefore, be 

P, = 34 + 18.8 = 52.8 

Assuming that the number of ampere-turns on main and commutating 
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poles are to be equal, the total leakage flux from each interpole will be 

^ 2 X 0.4,r X 8,756 ,, 

= -:r- - — X 52.8 = 580,000 maxwells 

Since the flux entering the armature core from the commutating pole 
‘^fringesfrom the corners of the pole fa(‘e, the useful flux will be some¬ 
what greater than that previously calculated; this may be as much as 
50 per cent more, so that will probably be about 1 5 X 182,000 = 
273,000 maxwells. The maximum flux at the yoke section will, there¬ 
fore, be 

% = 380,000 + 273,000 = 853,000 
and the leakage factor is 

^ 853,000 _ 

273,000 

Finally, calculating the maximum-flux density in the pole core (near the 
yoke ring) under full-load conditions 


B" 


833,000 
1.5 X 7.3 


75,900 lines per s(i in. 


Although the average flux density throughout the length of the pole will 
be considerably lower, this is somewhat high. Ho^vever, by providing 
a tapered pole, with a width of 2 in. near the yoke, the maximum flux 
density may be brought dow’ii to a more reasonable figure. Thus 

B" (near yoke) == = 30,800 lines per sq in. 

and 

B" (near air gap) = = 24,200 lines per sq in. 

1.») X * -t) 


Figure 34 is a sketch illustrating the commutating-pole design; it 
clearly shows and identities the arrangement and dimensions of the various 
details. 

31. Commutating Field Obtained by Brush Shift. Very few^ machines 
are built nowadays in which sparkless commutation is obtained by moving 
the brushes in order to find in the fringe from the main poles a magnetic 
field which will bring about proper reversal of the current in the coils 
undergoing commutation. Graphical methods may be used to obtain 
a very close approximation to the true distribution of flux density in the 
air gap under load conditions, and the problem then resolves itself into 
finding the brush position which will place the short-circuited coil in a 
reversing field of such strength as will satisfy the condition indicated by 
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formula (31), which applies to an interpole covering the full length of the 
armature core. 

It is, however, possible to design machines that will work sparklessly 
without commutating poles and without brush shift. This is because 
of the contact resistance of carbon brushes, which is an aid to com¬ 
mutation, for reasons explained in the following article. 

32. Brush-contact Resistance as an Aid to Commutation. When 
copper brushes are used, destructive sparking is likely to occur even when 
a comparatively small emf is induced in the short-circuited coil. The 
contact resistance of carbon brushes assists the reversal of current and 



Fkj 34. Commutating polo for Tllustrativo Example of Art. 30(t/). 

thus allows of sparkless commutation, even with an appreciable departure 
from the ideal condition of zero value for the average short-circuit emf. 
At the beginning and end of the commutation period, the field in which 
the coil moves-should be such as to produce an emf in the short-circuited 
coil of the value c = where Ic is the (*urrent per path of the armature 
circuit and R is the resistance of the short-circuited coil. On the assump¬ 
tion of a uniform current density over the surface of the brush, the brush- 
contact resistance need not be taken into account, as will be clear from 
the following considerations. Figure 35 shows a brush of width W cover¬ 
ing several segments of the commutator. The total current entering 
the brush is 2/c, and, with density assumed constant over the surface 
of the contact, the current entering the brush over any surface of width 
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w is 2IeiwlW). To calculate the volts e that must be developed in the 
coil of resistance R when the distance yet to be traveled before the end of 
commutation is w, consider the sum of the potential differences in the 
local circuit AahB which is closed through the material of the brush. 
This leads to the equation 

e = iR — iaRa “h ihRi (36) 


where Ra and Rb are contact resistances depending upon the areas of the 
surfaces through which the current enters the brush. Under the con- 



Fig. 35. Illustrating effect of brush-contact resistance (first position of short-circuited 
coil). 


ditions shown in Fig. 35, the two contact surfaces are equal, and the 
currents ia and it are, therefore, also equal. It follows that the voltage 
drops iaRa and itRb are equal and cancel out from the Eq. (36). The 
same may be shown to be true when the distance w yet to be traveled by 



Fig. 36. Illustrating effect of brush-contact resistance (second position of short- 


circuited coil). 


the commutator is less than the width of the brush segment, and it 
therefore follows that, with straight-line commutation and the uniform 
current density over the hrush-contact surface which necessarily results 
from the straight-line curve of current reversal, the only emf to be 
developed in the short-circuited coil is e = iR. 
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Thus, although the average short-circuit emf during the time of com¬ 
mutation should be zero, the ideal voltage in the coil at the beginning and 
end of commutation is plus or minus 7^22, irrespective of the material or 
contact resistance of the brush. 

We shall now consider how, and to what extent, a departure from the 
ideal conditions is permissible when carbon brushes are used. In Fig. 
36 the commutator is shown as having moved forward under the brush, 
leaving the distance w yet to be traveled before the segment A passes 
from under the brush considerably smaller than in Fig. 35. If the current 



Fig. 37. Contact resistance of carbon brushes. 

density under the portion w of the brush be allowed to exceed the density 
under the remaining portion of width {W — w)^ the opposition to the 
passage of the current component ia will increase and the greater poten¬ 
tial drop at this point will assist in bringing the current i in the coil more 
nearly up to the value 7c, which it must reach at the instant the mica 
passes from under the brush. It is true that, under steady conditions, 
the contact resistance of carbon brushes decreases greatly with increase 
of current density, as indicated by the curves of Fig. 37, and it might be 
argued that, since the potential drop (see Fig. 38) is not very much 
greater with a density of 100 amp per sq in. than with a normal density 
of 40 amp per sq in., the corrective effect of the contact resistance of car¬ 
bon brushes must be very small. However, when the current density is 
rapidly fluctuating, even between wide limits, it is found that the specific 




84 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 4 

contact resistance will remain approximately constant at all points under 
the brush. 

Let Rc stand for the specific contact resistance of the carbon brush 
when the average current density per scpiare inch of surface is A; and let 
Ati, be the greater current density in the space of width w (see Fig. 36) 



Fia. 38. Potential drop due to surface r(‘sistane(‘ of carbon brushes 

resulting from an induced voltage e in the short-circuited coil whi(*h 
opposes reversal of the current Then 

e = iR — J^wRc + ^Rr 

but as the space w becomes smaller, due to the travel of commutator 
surface from left to right, the current u decreases and ^ becomes more and 
more nearly equal to /c, so that, for the condition at the end of com¬ 
mutation, we may write 

c = IcR - Rc{i^w - A) 

Let k stand for the ratio A«,/A, then 

e = IcR — Rc^{k — 1) 

As an example, assuming an upper safe limit for Aw of 120 amp per 
sq in. and A = 40, we have = 3, and, since RcA is always about 1 volt, 
the permissible variation from the ideal value of c = hR at the end of 
commutation is seen to be 2 volts. If this variation from the ideal voltage 
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is exceeded, there is likely to be trouble due to sparking, even when carbon 
brushes are used. In practice the high-contact resistance of carjbon 
brushes will not only permit slight departures from the correct average 
value of the reversing field provided by commutating poles (or by the 
main poles when sparkless commutation is obtained by moving the 
brushes), but it will also take care of the pulsations and fluctuations in the 
short-circuit emf and so prevent great irregularities in the local current 
passing through the coil via the brush-contact surface. 

The permissible amount of variation from the ideal voltage in the short- 
circuited coil can be accurately determined only by actual test, because 
it will depend upon the particular grade of carbon used for the brushes 
and other factors which cannot very well be taken account of in the cal¬ 
culations. There are very few designs of dynamos in which the carbon 
brush alone will bring about satisfactory commutation without the aid 
of a reversing field to counteract the flux set up in the zone of commuta¬ 
tion by the currents in the armature windings. 

Example. Ilhtstrating Application of Commutation Formulas. In the 
example of Art. 28 the short-circuit emf at full load in the commutated 
coils of a given machine was calculated by applying formulas based upon 
the theory discussed in earlier articles. The average value of this short- 
circuit emf was found to be 4.6 volts. In Art. 30 commutating poles 
were designed which would counteract this emf and permit the reversal 
of the current in the coil to take place without sparking at the commutator 
surface. Let us no^^ assume that there are no commutating poles but 
that the carbon brushes ^^ill take care of a variation of 1.5 volts above or 
l)olow the ideal value for sparkless commutation. The resistance of the 
one turn of armature ^^inding which forms the short-circuited coil in the 
example referred to ^^oul(^ probably not exceed 0.001 ohm, so that, with 
the current 7c = 181 amp, the ideal value for the voltage in the coil at 
the end of commutation would be c = 181 X 0.001 = 0.18 volt, and the 
difference 4.6 — 0.18 = 4.12 volts could not be taken care of by the 
brush-contact resistance. Since a variation of 1.5 volts from the ideal 
value of the short-circuit emf is permissible, the machine will probably 
work sparklessly with carbon brushes commutating in the geometric 
neutral zone-with a load of 1.5/4.42 or (say) 34 per cent of full load, if 
the pulsations in the local short-circuit current are negligible. With a 
load exceeding 34 per cent of rated full load it would, however, be neces¬ 
sary to resort to brush shift or provide commutating poles in order to 
obtain a reversing field and so counteract the effects of the various fluxes 
in the commutating zone which are due to the armature currents. 

33. Compensating or Pole-face Windings. A pole-face compensating 
winding consists of balancing coils passing through slots in the pole face 
and carrying the full current of the machine; that is to say, they are con- 
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nected in series with the commutating pole windings and the compound¬ 
ing series turns (if any) on the main poles. The connections between 
the pole-face compensating coils are so made that the current in these 
will always tend to neutralize the magnetic effect of the currents in the 
armature coils and so prevent distortion of the flux under the pole face. 

With brushes on the geometric neutral as in interpole machines, field 
distortion has very little to do with commutation; but, obviously, if a 
winding is provided in slots through the pole shoes to annul the cross- 
magnetizing ampere-turns of the armature winding, the amount of winding 
necessary on the commutating poles will he greatly reduced. The problem 
of interpole design remains nevertheless practically unchanged, because, 
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Fig. 39 ^ Diagram of polo-face windings. 

if sparkless commutation is to be obtained, the amount of flux entering 
the armature in the zone of commutaton must be the same whether or 
not pole-face windings are used. 

It is true that, with fewer ampere-turns on the commutating poles, 
there will be less leakage flux between commutating and main poles 
(refer to Art. SOd), and the pole shoes may cover a somewhat larger 
portion of the armature surface than in machines which are not provided 
with compensating windings. This is indicated in Fig. 39 which shows 
a pole-face winding consisting of rectangular copper bars passing through 
slots punched in the laminations with which the field poles are con¬ 
structed. In an actual machine, the axes of the poles would, of course, 
not be parallel as in this diagram. The armature periphery would be a 
circle instead of a straight line. 

One advantage of compensating or pole-face windings is the improve¬ 
ment of the field form'^ and the avoidance of local flux concentration 
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Art. 34 

in the air gap when the machine is heavily loaded. This greatly reduces 
the tendency to flash over at the commutator^ surface, a trouble which 
has very little connection with the reversal of current in the coil under¬ 
going commutation. 

A drawing showing the outline of the main-pole lamination for a rather 
large d-c generator is given in Fig. 40; note particularly the four large 
circular holes in the pole faces for the compensating winding. The 
12-pole 460-volt compound machine for which this lamination was 
designed has a rating of 1,750 kw at 600 rpm. 

34. Sundry Details Affecting Commutation. The quality of the 
carbon used for the brushes, together with the pressure between brush 
and commutator surface, will deter¬ 
mine the heating due to friction and, 
therefore, to some extent, the dimen¬ 
sions and proportions of the com¬ 
mutator. The pressure between 
brush and commutator is usually 
adjusted by springs, so that it shall 
be from 1 to lb per sq in. of con¬ 
tact surface. In order to avoid ex¬ 
cessive temperature rise, the current 
density with hard carbon brushes is 
generally limited to about 40 to 50 
amp per sq in. of brush-contact sur¬ 
face. A sufficient cooling surface is 
thus provided from which the heat 
developed through friction and PR 
loss may be radiated. The number 
of commutator bars covered by the 
brush is not a matter of great import¬ 
ance, but it is only rarely that the 
width of brush (brush arc) is such as to cover more than 3H bars when 
the armature winding is of the simplex type. (/ The usual width of brush 
is something between the limits % and 1J4 ^ ^ further check 

on the desirable dimensions, the width should not exceed one-tenth of 
the pole pitch referred to the commutator surface. The width of the 
brush having been determined and a suitable current density decided 
upon, the total axial length per brush set may be calculated, and the 
length of the commutator decided upon. 

The individual brush rarely exceeds in., measured parallel to the 
axis of rotation, and is usually about 1 in.; when a greater length of con¬ 
tact surface is required, several brush holders are provided on the one 
spindle or brush arm. Even in small machines, the number of brushes 
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per set should not be less than two, so as to allow of examination and 
adjustment while running. When the contact area of the individual 
brush is small, a higher current density is permissible than when fewer 
brushes of larger size are used. The final check in the matter of com¬ 
mutator design is the probable temperature rise, which will be considered 
in Chap. 6 treating of various heating problems. For low-voltage 
machines, economy may frequently be effected by using the graphitic 
brushes with current densities as high as 75 amp to the sejuare inch of 
contact surface. It is an interesting, but not very clearly explained, fact 
that the temperature rise of the negative brushes in a generator is greater 
than that of the positive brushes. In other words, the watts lost are 
greater when the current flow—according to the popular conception— 
is from carbon to copper, than when it is from copper to carbon. • The 
resistances given in Fig. 37 have been averaged for the + and — brushes. 

On low-voltage dynamos, when the current to be collected is very 
large, copper brushes must be used. The resistance of the contact 
between brush and commutator is then much lower than with carbon 
brushes and the current density may be as high as 200 amp per s(]| in. 
of contact surface. The contact-surface resistance may be anything 
between 0.0007 and 0.0028 ohm per sq in., a safe figure for the purpose of 
calculating the brush losses being 0.002 ohm. If the current density at 
the contact surface is 150 amp per sq in. (a very common value), the 
total loss of voltage at the brushes will be 0.004 X 150 = 0.0 volt, instead 
of about 2 volts, which is usual with carbon brushes. 

A perfectly true cylindrical commutator surface is essential to sparkless 
running. The different sets of brushes should be “staggeredin order 
to cover the whole surface of the commutator and so prevent the forma¬ 
tion of grooves. For the same reason and also to ensure more even wear 
of the journals and l)earings- some end play should be allowed to the 
shaft. In large machines it is not uncommon to provide some device, in 
the form of an electromagnet with automatically controlled exciting coil, 
to ensure that the desirable longitudinal motion of the rotating parts 
will be obtained. 

Owing to the hardness of the mica insulation in relation to that of the 
copper bars, there is a tendency for the mica to project slightly above the 
surface of the copper. This naturally leads to sparking troubles, and 
it is generally the practice to groove or ‘‘undercut^' the commutator 
between bars, cutting down the mica about in. below the surface, 
leaving an air space as the insulation between the bars. This under¬ 
cutting process may have to be repeated as the commutator wears down 
in use. 

The design of brushes and holders is a matter of great importance; 
as a general rule, it may be said that the lighter the moving parts of 
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brush and holder, the better the conditions in regard to sparking when 
the surface of the commutator is not absolutely true. 

A peripheral velocity exceeding 4,800 fpm should be avoided if possible. 
When this velocity exceeds 5,000 fpm, special attention must be paid to 
the mechanical construction and balancing of the commutator. With 
peripheral speeds of 7,000 to 8,000 fpm, not uncommon for commutators 
of high-speed dynamos, it is usual to provide nickel-steel rings shrunk 
on the outside of the bars over insulating bands of mica. These, and 
other mechanical details of high-speed machinery, must, however, be 
studied elsewhere as their discussion is not included in the scope of this 
book (Fig. 189 shows a commutator with steel rings to hold the bars in 
position). The pitch of the bars at the commutator surface should 
preferably not be less than 0.2 in., because, with the mica of the usual 
thickness (0.03 to 0.035 in.), the bar might be mechanically unsatis¬ 
factory if the thickness were redu(*ed below this limit. 

TEST PROBLEMS 

Since the subject of commutation cannot conveniently be studied or illustrated 
by short numerical problems, the few simple test problems here given will be followed 
by some general questions which require written answers. These are accompanied 
by references to the text, so that the reader may familiarize himself with the contents 
of this chapter and understand their application to the practice of dynamo design. 

1 . Given an 8-pole dynamo, simplex-lap-wound: terminal volts = 200; total 

number of armature conductors Z = 960; average volts betw^een commutator seg¬ 
ments = 10. Calculate the number of turns in a coil connected across adjacent 
commutator bars. Ans. 3. 

2. In an armature provided with a full-pitch winding, there are two coil sides in 
each slot, and each coil side consists of four conductors carrying 65 amp. The slots 
in the armature core are ] 2 wide by 1 in. deep and 10 in. long. The space occupied 
by the conductors measures 0.8 in. from the bottom of slot. Calculate the slot flux 
in the space above the coils, assuming the sides of the slot to be parallel throughout. 

A/is. 6,650 maxwells. 

3 . What is the approximate value of the contact resistance of a carbon brush 

carrying 75 amp? Ans. Jfs ohm. 

4 . Given a m\iltij)le- (lap-) wound 8-pole dynamo, 300 kw% 400 volts. Calculate 

the contact area of each positive brush set if the surface current density is 40 amp 
per sq in. Ajis, 4.7 sq in. 

6. Given a six-pole simplex-lap (or multiple) winding; current in each armature 
circuit = 40 amp; current density at brush-contact surface = 30 amp per sq in. 
Calculate the area of contact of one set of positive (or negative) brushes. 

Ans. 2.67 sq in. 

6. A six-pole dynamo is provided wdth six brush studs carrying carbon brushes. 
There arc tw^o brushes per stud, and the contact area of each brush is by 1 in. 
The total PR loss at brush-contact surface is 150 w’atts, and the resistance of 1 sq in. 
of contact surface is 0.0225 ohm. Calculate («) the current density at brush-contact 
surface, (b) the total voltage drop due to brush-contact resistance. 

Aws. (a) 38.5 amp per sq in., (6) 1.73 volts. 



90 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 4 

7. Given a machine without commutating poles and with brushes placed on the 
“geometric neutral” (t.c., so as to short-circuit the coils when the conductors are in 
the space midway between poles). Name the three components of flux cut by the 
coil undergoing commutation which generate emfs opposing current reversal and 
tending to produce sparking. 

Am. (a) The armature interpolar flux (Art. 22), (6) the end flux (Art. 22), 
(c) the slot flux (Arts. 23 and 24). 

8. How is the effect of armature flux (or interpolar flux) counteracted? 

Am. By opposing the armature mmf, and so annulling this flux component (brush 
shift). By annulling part of the flux and balancing the remaining flux (commutating 
poles of shorter axial width than main poles). (Refer to Arts. 29 and 30.) 

9. How is the effect of end flux counteracted? 

Am. By injecting an equal but opposite amount of flux in the commutating zone 
from the interpole or fringe from main pole. 

10 . How is the effect of slot-leakage flux counteracted? 

Am. It cannot be annulled, but it is supplied by commutating pole, or fringe 
from main pole, its direction in the iron of the armature teeth being such that it no 
longer tends to oppose or retard the reversal of current in the short-circuited coil. 

11 . What is meant by “equivalent slot flux ”? Is this greater or smaller in amount 
than the actual slot flux? 

Am. It is an imaginary component of the total flux tending to oppose reversal 
of current in the short-circuited coil. It may be defined as the amount of flux which, 
if cut by all the conductors in the slot, would generate in the coil the same emf as 
results from the cutting of the actual slot flux. It is smaller than the actual slot 
flux which, being distributed throughout the depth of the slot, does not all link 
with all the conductors in the slot. 

12 . Why is a low-flux density desirable in the air gap under face of commutating 
pole? 

Am. Large leakage factor due to proximity of interpole and main pole tends to 
saturate iron core. IjOW density in iron at full load is necessary to provide for reversing 
flux being approximately proportional to growth of armature current on overloads. 
When B is above “knee” of B~ff curve, this proportionality ceases. 

18 . Why are commutating poles wound with series turns? 

Am. All flux components tending to oppose current reversal in short-circuited coil 
are proportional to the armature current, therefore the compensating fluxes provided 
by commutating pole should be proportional to current output. 

14 . If a machine is provided with compensating pole-face windings, are as many 
ampere-turns required for excitation of the commutating poles as on a similar machine 
but without pole-face windings? Give reasons. 

Am. No. The ampere-turns required must overcome reluctance of air gap and 
interpole in order to establish the necessary reversing flux in the zone of commutation, 
but the pole-face windings will generally be sufficient to balance the armature mmf 
which otherwise must be counteracted by additional ampere-turns on the commu¬ 
tating poles. (Refer to Art. 33.) 

16 . Assuming that the reversing field provided by the commutating poles is not 
exactly what would be necessary to produce “ideal commutation,” explain why 
carbon brushes will be more effective than copper brushes in preventing sparking. 

Am. The higher contact resistance of carbon assists reversal of current. (Refer 
to Art. 32 including example.) 



CHAPTER 5 


TOOTH RELUCTANCE AND ARMATURE REACTION 
—DESIGN OF FIELD MAGNETS AND WINDINGS 

In order to design the field poles of a dynamo, it is necessary to cal¬ 
culate the total flux per pole under full-load conditions, and, in order to 
determine the number of ampere-turns which are required to establish 
this flux, it is necessary to calculate not only the reluctance of the com¬ 
plete magnetic circuit, but also the demagnetizing effect of the armature 
currents, which has to be neutralized by additional ampere-turns on the 
field poles when the machine is working under load. 

The 'portion of the magnetic circuit of which the reluctance is most difficult 
to calculate is the air gap and teeth in machines 'with slotted armatures. 

35. Effect of Armature Slots on Permeance of Air Gap. A correct 
flux plot of the magnetic lines entering the top and sides of the armature 

tooth is shown in Fig. 41. This takes 
no account of magnetic saturation of 
the iron, but the assumption of very 


I. L 

Fig. 41. Flux-plot of magnetic field be¬ 
tween pole face and slotted armature. 

high permeability of the iron is justified since the flux density is usually 
comparatively low near the top of the tooth. 

In order to explain how the permeance of the air paths between pole 
face and slotted armature may be calculated, the magnetic lines will be 
supposed to follow the paths indicated in Fig. 42. The tooth is drawn, 
for convenience, with parallel sides, and the magnetic lines entering the 
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Fig. 42.'^Approximate shape of flux lines 
entering slotted armature (low flux den¬ 
sity). 
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sides of the tooth are supposed to follow a path consisting of a straight 
portion of length 5, equal to the actual air clearance, and a circular arc 
of radius r, all as indicated in the figure. This is obviously an arbitrary 
assumption, but it is convenient for calculation and gives very good 
results. 

Consider a portion of the air gap 1 cm long axially (?.c., in a direction 
normal to the plane of the section shown in Fig. 42) and note that the 
permeance over the slot pitch of width X is made up of two parts: (a) 
the permeance Fj between pole face and top of tooth, of value Fi = i/S, 
and (b) the permeance 2 F 2 , where P 2 is the permeance between the pole 
face and one side of the tooth. The permeance of any small section of 
thickness dr and depth 1 cm measured axially, as indicated in Fig. 42, is 


whence 


dP2 = 


dr 


8 + {irr/2) 


^ 2 ^2 _ dj_ 

TT Jo (26/7r) + Y 


The average permeance per square centimeter over the tooth pitch at 
center of pole is, therefore, 

-* aq cm ^ 

X 


where the tooth pitch X is expressed in centimeters. 

The reciprocal of this (juaiitity is the relu(*tance R per s(|uare centimeter 
of air-gap cross section for an average length, or what may be called an 
equivalent air-gap length, equal to 8^, Since R = l/A = 8e/Ay and A = 
1 sq cm it follows that 


8c 




(37) 


A modified formula, which takes account of the fact that the flux lines 
do not follow the exact paths as assumed in Fig. 42 and agrees very 
closely with the mathematical results obtained by F. W. Carter,is 


* The reader is referred to C. C. Hawkins, “The Dynamo,“ Sir Isaac Pitman & 
Sons, Ltd., 1922, vol. 1, p. 494, where Carter’s coefficient has been used in preparing 
curves giving the ratio between the “equivalent” and actual air gap. 
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| + 21og. j(|) + l] 


(37a) 


This is the length of air gap that would be necessary to give the same air-gap 
reluctance between pole and armature if the actual toothed armature were 
replaced by a smooth-core armature. 

A formula which is simpler to use than formula (37) is that proposed 
by T. C. Baillie;* it gives values for be very closely approximating those 
obtained from formula (37a) and also from the use of Carter^s coefficient. 
It checks within 2 per cent of experimental values obtained by J. F. H. 
Douglas.t When put in the same form as formula (37) it may be written 


be - 



(376) 


For most modern machines 5, is generally found to be 15 to 25 per cent 
larger than b. 

If the radial ventilating ducts in the armature are closely spaced, or 
exceptionally wide, the gap b, for the ecjuivalent smooth-core armature, 
as given by the above formulas, might have to be slightly modified, but 
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Fia. 44T Flux iines entering slotted arma¬ 
ture (high flux density' in tooths. 


the calculation of fringing at the sides of vent ducts is usually an unnec¬ 
essary refinement. 

(Consider now Fig. 43, which illustrates the extreme case of a highly 
saturated tooth. The lines of flux are shown parallel over the whole 
of the slot pit(*h, a condition which is approached- but never attained— 
as the density in the tooth is forced up to higher and higher values. It is 
obviously only when the permeability of the iron in the tooth becomes 
equal to unity—that is to say, equal to the permeability of the air paths— 

* The Electrician^ p. 494, Jan. 8, 1909. 

t The Reluctance of Some Irregular Magnetic Fields, Tram. AIEE, vol. 39, p. 1089, 
June 29, 1915. 
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that this parallelism of the flux lines would occur. This is an extreme, 
and, indeed, an impossible, condition; but, since, even at comparatively 
low flux densities in the iron of the teeth, there will be some flux passing 
directly from the pole face to the bottom of the slot in addition to the 
flux lines indicated in Fig. 42, a close approximation to actual conditions 
may be obtained by assuming a parallel field between the pole face and 
the iron at the bottom of the slot superimposed upon the field of Fig. 42. 
The resultant or actual field in the air gap and slot will then be somewhat 
as indicated by the flux lines in Fig. 44. With low values of tooth density, 
the mmf between the tooth tops and the bottom of the slots will be small, 
and few flux lines will pass from the pole face into the armature core 
without entering the teeth; but with higher tooth densities the mmf to 
overcome tooth reluctance becomes large, and more flux will be diverted 
into the parallel path and pass directly from the pole face to the bottom 
of the slot. The amount and distribution of the flux in air gap and slot 
will, therefore, change with every alteration in tooth density. 

36. Calculation of Tooth Density in Terms of Air-gap Density. Not¬ 
withstanding the fact that the inclusion of the flux component which 
passes directly from pole face to bottom of slot will modify the length 
of the equivalent air gap and cause this to be dependent upon the flux 
density in the teeth, no appreciable error will be introduced by considering 
the reluctance of air gap, teeth, and slots as consisting of two reluctances 
in series: (1) The reluctance of the equivalent air gap (as calculated by 
the formulas (37) for the center of the pole face), and (2) the reluctance 
of the tooth and slot in parallel. The calculation of this latter quantity 
depends upon a knowledge of the actual flux density in the tooth. For 
low densities in the iron—up to about 14,000 gauss—the actual tooth 
density will be approximately equal to the apparent density; that is to 
say, practically all the flux entering the armature over one tooth pitch 
will pass into the core through the root of the tooth. For densities 
exceeding 14,000 gauss, and even for lower values when the depth of slot 
is small in relation to the air gap, the calculations should take account 
of that component of the total flux which goes from the pole face to the 
bottom of the slot without entering the teeth. 

The following symbols will be used in the calculations: 

Bg = the average air-gap flux density at armature surface [i.e., the 
average density over one tooth pitch of width {t + a) = X and 
length la] 

Bt = the actual flux density in the tooth 
fjL = the permeability of the iron in the teeth 

Bt = the flux density in the slot and parallel spaces occupied by air 
or insulation 
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la » the gross length of the armature core 

In = the net length of the armature core (iron only) 

The other dimensions are given in the sketch of Fig. 45. 

The full mmf necessary to overcome the reluctance of air gap and teeth 
is assumed to act between two cylindrical equipotential surfaces, one 
being the pole face and the other being the cylindrical surface passing 
through the bottom of the slots and 
the roots of the teeth. The further 
assumption is now made that this 
total drop of magnetic potential is 
the summation of two potential dif¬ 
ferences in series, the one value Bghe 
due to air-gap reluctance, and the 
other of value {Bt/fi)de due to tooth 
reluctance. Since the flux compo¬ 
nent in the slots and parallel spaces 
not occupied by iron will depend 
upon the total difference of potential between the two equipotential sur¬ 
faces previously defined, we may write the equation 



Fia. 45^ Illustrating tooth-density cal¬ 
culations. 


whence 


B.{d. + «.) = ^ d. + 


B. = B, 


H{de + de) 


+ Bg 


S. 


(de 4* 5e) 


(38) 


The total amount of flux entering the armature over the space of one 
tooth pitch is 

BgX/a = BMn + Be(Xla “ t/J (39) 

By inserting for in this equation the value given by (38), it is pos¬ 
sible to express Bg in terms of Bt, the final expression being 


Bg = Bt 


de(\la/tln) + 5 . 


(40) 


By selecting a number of values for Bt, the corresponding values of fi 
can be obtained for the particular quality of iron used in the armature. 
The air-gap density Bg can thus be calculated and a curve plotted giving 
the relation between Bg and Bt for the particular design under consideration 
and for any value of tooth density. 

It is interesting to note the form taken by formula (40) for the limiting 
conditions of tooth saturation. When the density is very high and the 
, permeability /x approaches unity 
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Bg = Bt (40a) 


which is obviously correct. When the permeability /x is extremely high, 
as it is when a machine is operating normally, formula (40) becomes 


Bg = Bt 


(rff + 8e) 
dt(}da/tln) + 


(406) 


a formula which will be sufficiently accurate for all practical purposes 
when the value of Bt is less than (say) 14,000 gauss. 

The formula (406) shows that the actual tooth deiLsily is never (juite 
equal to what is known as the apparent tooth density, which assumes 
that all the flux leaving the pole face goes through the teeth. On this 
assumption the relation would be 

(41) 


Since it is impossible for the air gap 5 and therefore the equivalent air 
gap be to be equal to zero, the conditions to satisfy formula (41) do not 
exist in practical machines. 

37. Correction for Taper of Teeth. The assumption of parallel 
sides to the tooth is justified only when the diameter of the armature 
is large in relation to the slot pitch or when taper slots are used in order 
to provide a uniform cross section throughout the whole length of the 
tooth. The dimension t in formula (40) should preferably be the width 
at the center of the tooth. When the field [System revolves, as in most 
alternators, the armature teeth will usually be wider at the root than at 
the top, and but little error will he introduced by taking for t the average 
width for the purpose of calculating the average tooth density and the 
corresponding ampere-turns reciuired for the teeth. 

The case of a tooth with considerable taper, in which the density at 
the root is in excess of (say) 12,000 gauss, may be dealt with by the appli« 
cation of Simpsori^s rule. Owing to the fact that a portion of the flux 
enters the tooth at the sides, the flux density in the top of the teeth will 
not be very high, and the reluctance of the tooth over the portion of its 
length equal to the difference d — de (see Fig. 40) may be neglected; 
the tooth will, therefore, be considered as having a total length de with a 
width te at the top U at the root, and a mean thickness of tm halfway 
between these two sections. In order to simplify the calculations the 
assumption is now made that the total flux in the tooth remains unaltered 
through all other cross sections.* 

* This is not a correct assumption when tlie root density is very high, because in 
that case flux will leak out from the sides of the tooth to the bottom of the slot, and 
at some distance from the bottom of the slot (the taper being as indicated in Fig. 4()) 
the total flux in the tooth will be greater than at the root cross section. 
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The value of the magnetizing force H (or the ampere-turns required 
per unit length) can then be determined for any section of the tooth by 
referring to the B-H curves for the iron used in the armature. It is 
sufficient to determine i/ for three sections only. If these values are 

Hr at the narrowest section 
He at the widest section 
Hm at the center section 

then, on the assumption that the portion of the B-H curve involved is a 
parabola, Simpson^s approximation is 

Average H = Y^Hr + %Hm + V^He (42) 

By referring to Fig. 40, it will be seen that He is taken at the section 
which would be the top of the tooth if the air gap were increased from b 



to the ‘^(Hiuiviileiit value 6,. This is recommended as a good practical 
compromise, and the mmf in gilberts required to overcome the reluctance 
of the tooth is 7/ X d, where rf,, the equivalent length of tooth, must be 
expressed in centimeters. Obviously, formula (42) can easily be modified 
to give an average value for the ampere-turns per inch. 

38. Illustrative Example. Relation between Air-gap Density and 
Ampere-tums for Air Gap and Teeth. Plot a curve giving the relation 
between the average flux density in the air gap over the tooth pitch and 
the ampere-turns to overcome the reluctance of the air gap, teeth, and 
slots. 

For the purpose of this problem it will be desirable and instructive to 
use the design data of Art. 18. These quantities are: 

Outside diameter of armature core D = 22 in. 

Gross length of armature core la = 10.25 in. 

Net length of armature core (iron only) U = 8.4 in. 

Depth of slot d = 1.4 in. 

Width of slot s = 0.4 in. 

Width of slot at top t = 0.522 in. 



Flux density, B in lines per sq. cm (gausses) 
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Fig. 47. Magnetization curves at comparatively low values of flux density. 

Slot pitch X = 0.922 in. 

Number of face conductors Z = 300 
Number of poles p = 6 
Armature current per circuit Ic = 201.8 amp 
Air-gap flux density B'J = 50,700 lines per sq in. 


The air gap will first be determined: By formula (12) 
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300 X 201.8 
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a = 


= 0.199 in. 


by formula (13) 


6 X 50,700 
8 = 0.04 V22 + 3 = 0.20 in. 


Using a value of 8 = 0.20 in. the equivalent air gap, by formula (37a), is 

. _ 0-922 _ n oo • 

* 0.522/0.2 -t- 2 log. (H(0.4/0.2) + 1] 

Data for the Bg versus NI per pole curve must be obtained in two steps, 
the first of which requires the plotting of a Bt versus Bg curve. Calcula¬ 
tions for the latter make use of formula (40) in connection with the 



Fig*^ 48. Magnetization curve for sheet-steel armature stampings at high values of 
flux density. 


graphs of Figs. 47 and 48, and the fact that p = B/H. The calculated 
values of tooth width at the four sections indicated by Fig. 46 are: 
t = 0.522 in.; U = 0.405 in.; = 0.464 in.; te = 0.520 in. 

Selecting arbitrary tooth flux densities Bt calculations are then made as 
indicated in the table. When the proper values are substituted in for¬ 
mula (40) Bg == Bt [0.45 + (0.55/m)]. 


Btf at tm 
(assumed) 

H 

(from curves, Figs. 47 & 48) 

" "F 

B, 

(by formula 40) 

12,000 

8 

1,500 

5,400 

18,000 

100 

180 

8,150 

21,000 

345 

61 

9,650 

25,000 

1,800 

14 

12,200 


im 
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The curve (Fig. 49), which has been plotted from the figures in the 
table, gives the relation between the flux density in the air gap and the 
corresponding density in the iron at the center of the tooth for any value 
of air-gap density. 



Air-gap density, Bg (kilogausses) 

Fi(.. 49. Rolation botvvoon tooth density and air-gap density fArt. 38). 

The final step is to calculate the ampere-turns recpiired for the air gap 
and teeth, and to plot a curve which will give this relation tor all values 
of air-gap density. The results of these calculations are given in tabular 
form on page 101. Taking the columns in order, we have: 

First Column. Any assumed values of air-gap density, including the 
highest value likely to be attained under full-load conditions. 

Second Column. The corresponding values of flux density in the iron 
at the center of the tooth, read off curve of Fig. 49. 
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Third Column. The corresponding magnetizing force, read off B-H 
curves of Figs. 47 and 48. 

Fourth Column. The flux density at root of tooth, being values in 
column 2 multiplied by the ratio tm/U = 0.464/0.405. 

Fifth Column. The corresponding value of //. 

Sixth Column. The flux density at top of tooth, being values in column 
2 multiplied by the ratio Ujt, = 0.464/0.520. 

Seventh Column. The (*orresponding value of H. 

Eighth Column. The average magnetizing force or gilberts per centi¬ 
meter for the iron in the teeth calculated by applying Himpson^s rule 
[formula (42)]. 

Ninth Column. The ampere-turns reejuired to overcome the reluctance 
of the teeth, being 

_ Hde X 2.54 
0.47r 


v^here d, in this example has tlie value (1.4 + 0.2) — 0.23 = 1.37 in. 

The linal step in this method of procedure is to plot the curves of 
Fig. 50. Here the (*urve marked teeth is plotted from the values in the 
table. It givers the ampere-turns to overcome the reluctance of the teeth 
for any value of air-gap density By. The ampere-turns to overcome the 
reluctance of the air gap of e(iuivalent 5^ = 0.23 in. are 


TIa = 


By X 0.23 X 2 .54 
0. Itt 


0.465/^, 


a relation that is represented by the broken straight line in Fig. 50. All 
that is lum necessary is to add the ampere-turns for the tooth to those 
of the air gap in order to obtain the final curve giving ampere-turns 
re(|uired to overcome the joint reluctance of the air gap, teeth, and slots 
for any value of the average flux density By in the air gap over the space 
of one tooth pitch. 



At middle 

At root 

.\t top 

1 1 

// 


B, 







(TI), 

Bt 

//n. 

Bt 

Hr 

Bt 

H. 

Formula (42) 

(1) 

(2) 

(3) 

(•») 

(5) 

(0) 

(7) 

(8) 

(9) 

10,()00 

21,700 

4-40 

24,900 

I 

1,700 

19,400 

190 

609 

1,690 

9,()00 

19,800 

220 

22,700 

620 

17,700 

85 

264 

731 

7,000 

15,500 

27 

17,800 

90 

13,800 

13 

35 

97 

5,000 

11,300 

7 

13,000 

11 

10,100 

6 

8 

22 


39. Armature Reaction—Demagnetizing Ampere-tums Due to Arma¬ 
ture Currents. Figure 51 is generally similar to Fig. 3 of Art. 3, which 
se;-ved to show how the maximum ampere-turns per pole, due to the 
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Fig. 50. Ampere-turns required for air gap and teeth (Art. 38). 

armature currents of a multipolar dynamo, occur at the points where the 
brushes are in (electrical) contact with the armature windings. It was 
also shown that the maximum value of the armature ampere-turns per 
pole is 



Art. 39 DESIGN OF FIELD MAGNETS AND WINDINGS 103 

The small arrows in Fig. 61 indicate the direction of the flux lines which 
the mmfs of main poles and armature tend to establish. The actual dis¬ 
tribution of mmf over the surface of the armature will be, at any point, 
the resultant of the mmfs at this point due to the currents in both field 
and armature windings. Since the sheets of armature current of width 
equal to the pole pitch t alternate in direction around the armature periph¬ 
ery, they tend to produce alternate north and south poles at the arma¬ 
ture surface, as indicated by the small letters n and s in Fig. 51. The 
broken straight line, of which the ordinates are a measure of the armature 
ampere-turns, indicates the distribution of the mmf, due to armature 
currents only, over the periphery of the armature. If measurements 
taken above the datum line indicate an mmf which tends to set up flux 
lines entering the armature surface from outside, the lines in Fig. 51 cor¬ 
rectly indicate the mmf distribution over the armature surface for direct 


✓Ampere turns per pole 
/ on geometric neutral 



i Direction of travel of 
armature conductors 
(generator) 


Fig. 51. Distribution of armature mmf, showing displacement with brush shift. 


comparison with similar curves which may be drawn of the mmf due to 
the field poles. It should be clearly understood that these curves indicate 
only the tendency to establish magnetic flux leaving or entering the surface 
of the armature; the actual flux density in the air gap at any given point 
on the armature surface will, of course, depend upon the permeance 
between field poles and armature at the point considered. 

The brushes are shown in Fig. 51 as having been moved forward from 
the geometric neutral position through an angle corresponding to a dis¬ 
tance 6 measured on the armature periphery. Therefore, if 6, is the 
brush shift expressed in terms of the brush pitch, this may be written 

^ __ brush shift _ h 
* ~ brush pitch r 

Figure 52 shows how the curve of armature mmf may be combined with 
the curve of field-pole mmf to produce a resultant mmf curve from which 
the flux distribution under load may be predetermined. The curve 
marked F indicates approximately the mmf distribution over the arma¬ 
ture surface on open circuit when the field excitation is acting alone and 
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there is no appreciable current in the armature conductors. This* 
curve falls to zero at points exactly midway between poles because of the 
equal but opposite magnetizing effects of adjacent poles of opposite 
polarity. If curve A indicates the armature mmf distribution at full load, 
the resultant mmf tending to set up flux between pole and armature core 
at full load is indicated by the curve i?, which is merely the algebraic 
sum of corresponding ordinates of the two curves. The flux resulting 
from this full-load distribution of mmf (with constant field excitation) 
would have been approximately the same as on open circuit if the brushes 
had not been moved from the neutral position; but, owing to brush shift, 
there is a demagnetizing effect, due to the armature currents, the average 



"Average demagnetizing 
effect per pole 

'‘Datum line IS 
armature periphery 
represented as straight line 

^ Brush shift referred to armature periphery=6 

Fia. 52. Addition of field and arniaturo in infs 


value of which is approximately ecjual to the distance ac/ in Fig. 52. 
The value of this demagnetizing effect in terms of brush shift is seen to 

be (TI)a X > or 


Armature demagnetizing 
ampere-turns per pole due 
to brush shift 

brush shift 


= 26«(7Y)„] 
hsZIr 


(43) 


« 7 »/I CLOU 01.XLX V • 11/* 1 

where pit^^ previously denned. 

If, now, we increase the ampere-turns on the field pole (by means of a 
series winding) by the amount of formula (43), we may plot the curves 
F' and R' in Fig. 52, and it will be seen that the latter indicates the full¬ 
load distribution of mmf over armature surface which will send into the 
armature approximately the same amount of flux as on open circuit. 
Actually, more flux is required to compensate for voltage drops in series 
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windings and also to produce overcompounding if required. Also the 
flux distortion due to the cross-magnetizing effects of the armature cir¬ 
cuits may cause a certain loss of flux on account of magnetic saturation 
of the teeth where the air-gap density has a maximum value, and this 
may have to be compensated for by still further additions to the field 
ampere-turns. This, however, is a minor effect of armature reaction 
which will not be discussed here. 

40. Internal Resistance Drop and Overcompounding. The amount 
by which the full-load flux entering the armature of a constant-speed 
machine must exceed the flux required on open circuit may be determined 
approximately by estimating the probable voltage drop in the series 
winding (if any) and at the brush-contact surfaces. In the case of com¬ 
pound-wound machines, it will be known at the outset whether the 
dynamo is to be flat-compounded or overcompounded. Overcompound¬ 
ing is resorted to when the voltage drop in the circuit fed by the machine 
is likely to be high. The terminal voltage may then be 5 or even 10 
per cent higher at full load than on open circuit. The balance of the 
emf to be developed at full load consists of: 

a. The IR drop in armature winding 

b. The IR drop in series field (if any) 

c. The IR drop in interpole ^\hiding (if any) 

d. The IR drop at brush-contact surface 

Item a can readily be calculated from the armature winding data. 
Item b may be estimated at from one-fifth to one-half the armature drop. 
Item c may be estimated at from one-fifth to one-half the armature drop. 
Item d may be estimated at 2 to 3 volts vhen carbon brushes are used 
and is practically constant for machines of widely different voltages and 
outputs. 

By totaling these items of internal loss of pressure, and adding thereto 
the reciuired terminal volts at full load, the full-load developedNjfoltage 
E' is obtained, and the reciuired flux per pole at full load is calculated 
by multiplying the known flux per pole at no load by the ratio E*/E^ 
where E is the open-circuit terminal voltage of the machine. 

41. Leakage Flux from Field Poles of Dynamo. If w^e could correctly 
sketch the leakage flux disti ibutioii in a multipolar dynamo not only in 
the plane perpendicular to the shaft, as indicated by the dotted lines in 
Fig. 33, but also in planes normal to this section, it would be possible to 
determine with considerable accuracy the total leakage flux which gets 
across from pole to pole without passing through the armature. We 
would simply have to measure the average cross section of each path of 
flux as drawn and divide this by its length in order to obtain its permeance. 
The sum of the permeances of all such flux paths betw^een the two poles 
would then be the total permeance of the air paths between them. 
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In Figs. 54 and 55 an attempt has been made to represent the actual 
distribution of flux lines: (1) for the condition of one pole acting alone 
without interference from neighboring poles, and (2) for the practical 
condition of neighboring poles of equal strength and opposite polarity. 
The machine to which these diagrams apply is a continuous-current 
dynamo of pole pitch 37 cm, pole arc 27 cm, and equivalent air gap of 



Fig. 53. Leakage flux in multipolar dynamo. 


0.8 cm at center of pole face. The air gap is of uniform length except 
near the pole tips, where it is slightly increased, as indicated on the 
drawings. With a little practice and ample time in which to perform 
the work, diagrams of flux distribution, such as those of Figs. 54 and 55, 
can be drawn, and they will indicate with a fair degree of accuracy the 
actual arrangement of the flux lines. 



Fig. 54. Flux lines between pole and armature of dynamo (one ])ole acting alone). 

A section perpendicular to the shaft through the pole shoe and arma¬ 
ture is considered, and all flux lines in the gap are supposed to lie in 
planes parallel to this section. Equipotential lines are drawn in direc¬ 
tions which seem reasonable to the draftsman, and tubes of.flux, all 
having the same permeance^ are then drawn with their boundary lines 
perpendicular at all points to the equipotential lines. At the first trial 
it will generally be found that these conditions cannot be fulfilled, butj 
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by altering the direction of the tentative equipotential lines, the work is 
repeated until the correct arrangement of linep is obtained. The tube 
of induction ABCD (Fig. 54) is the first to be drawn. Its permeance 
in the particular case considered is 0.25, because it consists of four por¬ 
tions in series, each one of which is exactly as wide as it is long (a thickness 
of 1 cm measured axially is assumed). Pro(*eeding outward from left to 
right, and making each section of the individual tube of induction as wide 
as it is long, the permeance of every one of the component areas in the 
diagram is always unity, and any complete tube, such as EFGH, has the 
same permeance (in this example 0.25) as every other tube. The com¬ 
putation of the total permeance between the pole shoe and armature 
over any given area is thus rendered exceedingly simple. Although the 
armature surface is represented as a straight line in the accompanying 



illustrations, the actual curvature of the armature may be taken into 
account if preferred, and indeed it is no more difficult to make the flux 
plot with the circumference of the armature core drawn to the proper 
scale than with the so-called ‘developedarmature surface as here 
shown. 

In Fig. 55 the flux lines have been drawn to ascertain the effect of the 
neighboring pole in altering the distribution over the armature surface in 
the interpolar space. The perpendicular NN' has been erected at the 
geometric neutral point and may he considered as the surface of an iron 
plate forming a continuation of the armature surface AN. Thus ANN' 
will be an equipotential surface, between which and the polar surface the 
intermediate equipotential surfaces must lie. 

It may be mentioned that in Figs. 54 and 55, and also in other flux¬ 
line diagrams, the pole core under the windings cannot properly be con¬ 
sidered as being at the same magnetic potential as the pole shoe, relatively 
to the armature. The proper correction can be introduced in calculating 
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the flux in each tube of induction and this will be done in the numerical 
example to follow. 

The flux density at all points on the armature periphery is easily cal¬ 
culated when the flux lines have been drawn. Thus, since each tube of 
induction encloses the same number of magnetic lines, exactly the same 
amount of flux will enter the armature in the space EF (Fig. 54) as in the 
space AB, If Bah is the flux density in the tube CDAB at the center of 
the pole face, the average density over the space EF will be 

X ^ 

Similarly, in Fig. 55, which shows not only the lines from pole face to 
armature but also the leakage paths between adjacent poles, the reluc¬ 
tance of each of the spaces 4 units in length by 1 unit in width is simply 
^ = 4 for every centimeter of pole width measured parallel to the shaft 
{i.e., perpendicular to the plane of the drawing). Since the flux lines are 
shown only as far as the neutral plane between the poles, the flux in any 
one of these spaces between a north pole and the adjacent south pole will 
be 

4> = F X Pu, X >8 

where is the width of the pole in centimeters measured in the direction 
parallel to the shaft, and F is the total mmf due to the windings on both 
poles. This mmf will not be the same for all the flux paths shown in 
Fig. 55 but will increase from zero value near the yoke ring to maximum 
value where the pole shoe is attached to the pole core. 

42. Illustrative Example. Leakage Flux between Dynamo Field 
Poles. This problem will illustrate a method for calculating leakage 
flux which is quicker and less tedious than the somewhat, more accurate 
method of dividing the flux plot into s(|uares, as previously explained. 
It is proposed to estimate approximately the amount of the leakage flux 
between field poles in order that the proper cross section of iron may be 
provided in the pole cores and yoke ring. 

The dimensions and other required particulars are as follows: 

Number of poles = 0 

Diameter of armature core = 29 in. 

Axial length of armature core = 11 in. 

Cross section of pole under windings = 11 X 7.5 = 82.5 s(i in. 

Pole arc (z.c., width of pole shoe measured on armature circum¬ 
ference) = 11 in. 

Total flux per pole entering armature = 0.6 X 10® maxwells 

Ampere-turns on field = 7,500 per pole 

The pole pitch, or distance between centers of poles measured on the 



Art. 42 DESIGN OF FIELD MAGNETS AND WINDINGS 109 
armature periphery, is 

«-X29 

^ _— = 15.2 in. 

The application of formulas for the estimation of leakage flux between 
poles and between pole and yoke ring in planes perpendicular to the shaft 
does not always yield satisfactory results, and in a new design it is prefer¬ 
able to sketch the flux lines as in Fig. 56 and then calculate the permeance 
of the air paths from measurements made on the drawing. 



0 2 4 6 8 10 12 14 16 18 20 

I Scale of centimeters-also 

Fir,. 56. Sketch for calculation of leakage flux in dynamo. 


Figure 56 is constructed by first drawing one-half of the pole, including 
the space comprised between armature periphery and yoke ring up to the 
neutral plane halfway between the poles. The probable direction of the 
flux lines is then indicated, bearing in mind what has previously been said 
in connection with flux plotting. No attempt has been made in Fig. 
56 to do more than indicate approximately the position of the flux lines, 
and very little time has been spent in drawing them. Their position is 
determined largely by drawing the solid line mt to represent an equi- 
potential surface midway (magnetically) between the pole surface and the 
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neutral plane* which may be considered as continuing along the inner 
surface of the yoke ring. The flux lines must be drawn so as to cross 
the solid line mt approximately at right angles. Any arbitrary number 
of flux tubes may be drawn, and they need not all be of the same perme¬ 
ance. The dotted center line in each tube is a measure of its mean length, 
while its cross section is obtained by multiplying the axial length of the 
pole by the portion of the line mt included between the boundary lines 
of the flux tube. It should be noted that the mmf tending to set up flux 
in these air paths will depend upon the number of ampere-turns of the 
field winding which link with the magnetic circuit considered. This may 
be estimated by making the distance AB represent, to any convenient 
scale, the total mmf per pole and then joining B to the point o, where the 
mmf is zero.! The length of any other perpendicular, such as cc' on 
oA, intersecting oB at c', will then be a measure of the mmf tending to 
establish flux in the path of mean width np and mean length cd. Sepa¬ 
rate calculations are made for the flux in each path as sketched, and the 
sum of these component fluxes will be the total number of maxwells 
leaving one side of the pole and pole shoe in planes perpendicular to the 
axis of the dynamo. Thus the flux in the path of width np and mean 
length cd is calculated as follows: 

The mean width of the path (scaled off the drawing) is np = 5.7 cm, 
whence the mean cross section of the path is 5.7 X 11 X 2.54 = 159 
sq cm. 

The mean length of the path (scaled) is cd = 12.5 cm, whence the 
permeance is Pcd = 159/12.5 = 12.75. The mmf which causes the leak¬ 
age flux from this portion of the pole surface is cc', which scales 3,700 
gilberts, whence = 3,700 X 12.75 = 47,200 maxwells. 

Similar calculations give corresponding values of leakage flux in the 
other air paths. These values are: 

For path ab 29,000 

For path cd 47,200 

For path ej 45,500 

For path gh 75,500 

For path kl 100,000 

Total 297,200, or (say) 300,000 maxwells 

* A check on the correct position of the equipotcntial line rnpt is obtained by 
observing that the portion of any flux tube on the right of this line has the same 
reluctance as the portion of the same tube on the left. Thus if pr is to be used as a 
measure of the average cross section of the flux tube of length e/, the ratio of average 
length to average width should be the same for the two portions of this tube. 

t This construction assumes the field winding to be distributed uniformly over the 
length of the pole core in a single layer of negligible thickness. Refer to group of 
papers, Graphical Determination of Magnetic Fields, Trans. AIEEj vol. 46, 1927, 
pp. 112, 136, and 141. 
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The other flux paths to be considered are those between the two pairs 
of end faces of the pole core that lie in the same planes (under the wind¬ 
ings) and those between the end faces of the pole shoes that lie in the 
same planes. For calculating these components of the total leakage 
flux, it is generally permissible to use the formulas for permeance of air 
paths between similar faces of equal area lying in the same plane, and, 
in order to simplify these calculations, we shall assume the neighboring 
poles to be parallel, with a distance between centers equal to the actual 
pole pitch as measured on the periphery of the armature.* 



Fio. 67. L(‘akage-flux paths from outside surfaces of dynamo field magnets. 

The leakage fluxes still to be estimated are shown in Fig. 57. They 
are: (a) twice the flux between one-half the end face of a north pole 
and one-half the end face of the adjacent south pole, and (b) twice the 
flux $2 between half the pole shoe of a north pole and half the pole shoe 
of the adjacent south pole. The dimensions, in inches, are shown on the 
sketch (Fig. 57), the spacing between pole shoes being somewhat greater 
than the actual clearance between pole tips because, in order to simplify 
the calculations and make use of the formulas for rectangular surfaces, 
the actual shape of the outside face of the pole shoe (as shown in Fig. 56) 
is supposed to be replaced by an equivalent rectangle 10 in. long by 1 in. 

* It may be argued that, since the pole cores are actually farther apart at the ends 
where they meet the yoke ring, a somewhat wider spacing of the equivalent parallel 
pole arrangement would be more reasonable; but since the flux lines passing from 
the sides of the pole cores into the sides of the yoke ring will not be considered in the 
calculations, the closer spacing of the equivalent parallel poles will compensate for 
this omission, and the method here followed is found to give satisfactory results in 
practice. 
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wide. We are now able to use formula (35) on page^T^for the calcula¬ 
tion of both these flux components. For the permean(*e of the air path 
between the end faces of the pole cores, we have 

2P. . ^ X X log. [2 X +1 ] 

= 14.8 


A similar calculation for the permeance of the air path between the end 
faces of the pole shoes gives 2P2 = 2.8. 

When calculating the flux in the air paths of which the permeances 
are Pi and P 2 respectively, it is necessary to bear in mind that the mmf 
causing the flux component which passes out of the pole core through 
the exciting coils, is the average mmf between adjacent poles, or one-half 
the total mmf of a pair of poles. Then 


24>i = (().47r X 7,500) X 14.8 = 139,000 maxwells 

and 

2<i>2 = (2 X 0.47r X 7,500) X 2.8 = 53,000 maxwells 

Summing up the several calcailated components of the leakage flux, we 
have a total of 492,000 maxwells for one-half of the pole. This estimate 
of the leakage flux does not include all possible flux paths, and, as pre¬ 
viously mentioned, it will be advivsahle to increase the calculated value 
about 25 per cent, which brings the total of the leakage lines up to (U(),000 
maxwells. The useful flux per pole, as given with the other numerical 
data, was G.G X 10^ maxAvells, whence the total flux per pole is G,()00,000 
+ (2 X G1G,000) = 7,832,000 and the leakage factor is 


If = 7, 832,0 00 
G,G00,000 


1.19 (approx) 


The maximum value of the flux density in the pole core will be 

7,832,000 .... ,. 

= 95,000 lines per s(j in. 

This maximum density will occur at the end of the pole core where it is 
attached to the yoke ring. 

43. Distribution of Flux Density over Armature Surface. In Art. 2 
the average flux density in the air gap under the pole face was defined as 

4 > 

la X rr 

wherein the numerator is the flux per pole entering the armature, and the 
denominator is the gross length of the armature core multiplied by the 
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pole arc measured on the armature surface, or the area under the pole 
face through which the total flux would enter the armature if there were 
no spreading of the flux lines from the edges of the pole face. 

The actual flux distribution over the armature surface, when the cur¬ 
rent in the armature conductors is zero, or merely such as to provide the 
shunt-field excitation, may be determined by making a flux plot similar 
to Fig. 55. If the neighboring poles were removed, the flux plot would be 
as in Fig. 54. It does not take long to make such a flux plot extending 
as far as the neutral zone or up to the pole tip of the neighboring pole. 
From this a curve can be plotted, the ordinates of which are a measure 
of the air-gap flux density which would be obtained at the armature sur¬ 
face for any position under or between the poles if the mmf between pole 
shoe and armature surface verc constant in value up to and even beyond 



Fio. 58^ Curves showing distribution of air-gap porineance, mmf, and flux density. 

the position midway between the poles. For example, since the flux 
tube JIGEF (Fig. 54) contains as many unit tubes as the flux tube CDAB 
under the center of the pole shoe, it follows that the average flux density 
in the space AB is EF/AB times the average flux density in the space EF, 
Assume, that the curve P (Fig. 58) has been obtained in this manner, 
while the curve B has been obtained from Fig. 55 which takes account of 
the proximity effect of the oppositely excited poles. Note that the flux 
curve P may also be thought of as a permeance curve, that is to say, a 
curve of which the ordinates are a measure of the permeance per square 
centimeter of armature surface between pole shoe and armature. The 
reason for this is that flux = mmf X permeance, and, since the mmf 
between pole shoe and armature is the same for all points on the armature 
surface (when the proximity effect of neighboring poles is neglected), it 
follows that permeance is directly proportional to flux, and permeance 
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per square centimeter is directly proportional to flux per square centimeter 
or to the air-gap density expressed in gauss. 

When the curve P (Fig. 58), which may be called the permeance 
curve and calibrated as such, has been drawn, and also the curve B 
(in gauss), which is the true open-circuit flux distribution curve (taking 
account of the effect of neighboring poles), the third curve F, which repre¬ 
sents the resultant mmf between pole shoe and armature, may be con¬ 
structed. The ordinate af of this curve at any point a on the armature 
periphery considered in relation to the poles is simply the ratio of the 
flux density in gauss to the permeance per square centimeter, i.e., af = 
abfap gilberts. In this manner the shape of the mmf curves such as 
F and F' (Fig. 52) may be determined. 

44. Practical Method of Plotting Flux-distribution Curves. Draw 
the pole shoe and armature periphery to scale (preferably full size) as 
will be explained later in Art. 50. Sketch the flux and equipotential 



Fig. *59. Curve of open-circuit flux distribution derived from permeance curve. 

lines to form approximate squares as explained in connection with Fig. 
54. Note that the air-gap permeance per square centimeter of armature 
surface under the center of pole face is simply the reciprocal of the 
equivalent’’ air gap de expressed in centimeters, as calculated in Art. 
35, and the permeance per square centimeter at another point such as 
about halfway between E and F (Fig. 54) is (l/5«) X (AB/EF). Now 
plot the permeance curve marked P in Fig. 59 where the distance AN 
is one-half the pole pitch r, and AS is one-half the pole arc rr. The flux 
distribution curve may be constructed without resorting to a second flux 
plot by drawing the straight line SR and subtracting the ordinates of this 
line from the curve P. This yields results quite accurate enough for 
practical purposes. 
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In order to calibrate the open-circuit flux curve B thus obtained, it is 
necessary to know the total flux per pole entering the armature. Let this 
be ^ maxwells. Now measure the area under the curve B. This may 
be done with the aid of a planimeter or by averaging ordinates. Con¬ 
struct the rectangle AA'S'S of exactly the same area. The height of 
this rectangle will be a measure of the average density under the pole face 
on the assumption that there is no fringing or spread of flux beyond the 
pole tips, and this is known to be Bg = ^/rrla lines per sq in. as defined 
in Art. 2. In this manner a scale is provided for the flux curve B which 
should preferably be replotted to a convenient scale. The curve F, 
showing resultant mmf under open-circuit conditions, may also be derived 
as explained in connection with Fig. 58. 

It is obvious that the maximum value of the actual air-gap density 
on open circuit is less than the previously used value of Bg which is the 
height of the dotted rectangle of Fig. 59. With the shape of pole shoe 
and length of air gap as found in modern machines, the center ordinate 
Bgc of the curve B (Fig. 59) will usually be about [r/(0.85r + 0.15) 
where r is the ratio of pole arc to pole pitch. Expressed in terms of 
known dimensions, this value becomes 

■ ffl ssr vo-i i);; ; “““ 

where ^ is the flux per pole on open circuit. 

46. Effect of Armature Current in Modifying Air-gap Flux Distri¬ 
bution. The distribution of armature mmf was discussed in Art. 39, 
and Fig. 52 shows how the addition of the armature mmf to field mmf 
produces the resultant mmf curve R or R' when the machine is operating 
under load. 

In order to plot the full-load flux curve such as the curve C (Fig. 60), 
we may read the corresponding values of flux density and mmf from the 
curve marked air gay, teeth, and slots (Fig. 50). This will give correct 
results for all points on the armature surface where the air gap has the 
same length 8 as under center of pole. For points nearer to and beyond 
the pole tips, the changing permeance of the air paths as expressed by 
the curve P (Fig. 59) must be taken into account, the flux density being 
always equal to mmf X permeance per square centimeter. The effect of 
tooth reluctance for points beyond the pole tips is negligible, but, wher¬ 
ever the density is high enough to make the ampere-turns for the teeth 
appreciable, the correction to be made can be obtained from the curve 
marked teeth in Fig. 50. 

The distortion of flux distribution caused by armature reaction in 
machines not provided with pole-face windings (Art. 33) may produce 
considerably greater iron loss in the armature teeth at full load than on 
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open circuit. The flux density in the teeth corresponding to the maxi¬ 
mum air-gap density, as read off Fig. 60, is obtained from a curve similar 
to Fig. 49. The maximum value of air-gap density due to field distortion 
under load may be 20 per cent greater than the maximum value when the 
machine is operating on open circuit. The curves of Fig. 60 refer to a 
machine without commutating poles because a certain amount of brush 
shift has been assumed, and this leads to a direct weakening of the field 
excitation caused by the demagnetizing ampere-turns on the armature. 
The ratio of full-load developed voltage to no-load voltage, assuming the 
speed to remain constant, is simply the ratio of the area under the curve 
C to the area under the curve B, and this is a check on the correctness of 
the field excitation. 



Fig. 60. Curves of flux distribution over armature surface. 


46. Leakage Factor in Multipolar Dynamos. The design of a new 
machine should always include calculations for the probable amount of 
leakage flux and the leakage factor [formula (34), p. 78] before the cross 
section of the iron in the pole cores and yoke ring are decided upon; this 
is necessary because flux densities must be kept within reasonable limits 
in these portions of the magnetic circuit. Accurate information con¬ 
cerning these quantities will generally require the plotting of a flux map 
similar to that of Fig. 55, and computations that follow the procedure 
given in the illustrative example of Art. 42. 

Most industrial designs, however, make use of available standard 
parts, employed not only in the interest of economy but because satis¬ 
factory performance is possible with them. Leakage factors have, as a 
rule, been determined for such laminations, and this generally means 
that it is possible to omit the plotting of a flux map and other calculations. 
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The accompanying table lists representative leakage coefficients whose 
values, when used, will yield reasonable cross sections of pole cores and 
frame. 


Oulpyi^ kw 

Leakage 

coefficient 

50 

1.25 to 1.12 

100 

1.22 to 1 11 

200 

1.20 to 1.10 

500 

1.18 to 1.09 

1,000 

1.16 to 1 08 

1,500 

1.14 to 1.07 

2,000 

1.12 to 1.06 


47. Design of Field Magnets and Windings. The problem of design¬ 
ing the field magnets and their associated yoke and windings generally 
involves the proper proportioning and arrangement of the iron and copper 
sections of the stationary magnetic and electric circuits. For a new 
machine, that is, one that does not make use of a standard lamination, 
this work requires the careful coordination of such matters as (1) deter¬ 
mining the correct pole and yoke dimensions, (2) calculating the number 
of ampere-turns for the windings, (3) selecting the correct size or sizes of 
copper wire for the windings, and (4) estimating the probable temperature 
rise of the field under normal operating conditions. Since all phases of 
the design are interdependent it is necessary to check certain calculations 
and frequently to modify dimensions or sizes if they subsequently yield 
results that seem to be unreasonable. 

1. Pole and Yoke Dimensions. Calculations for the various dimensions 
of pole and yoke will depend upon acceptable shapes, and permissible 
values of maximum flux densities. It is important to note, in this con¬ 
nection, that field ampere-turns and the probable temperature rise of the 
winding will depend, in part, upon the required mmf for the pole and 
yoke. 

Solid poles are rarely used in present-day designs. This is especially 
true when the armatures have open slots. Although the eddy-current 
losses in solid pole shoes may be small if the air gap is large, or when semi- 
closed slots are used, completely laminated poles are standard practice 
except in very small machines. The thickness of the laminations need 
not be less than 25 mils (0.025 in.), and the pole-core assembly requires 
the riveting or welding together of a stack that has an axial length slightly 
less than the armature length la) the pole length parallel to the shaft is 
usually la — 1.56. The pole shoe is shaped to give a gradually increasing 
air gap at the tips (Fig. 4); the air gap at the tips (just before the usual 
rounding off at the extreme end) is generally 13 ^ to 2 times the air gap 
under the center of the pole. The illustrative example of Art. 50 empha¬ 
sizes the foregoing in some detail. 
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2. Shunt- and Series-field Ampere-turns, The shunt field of a d-c 
dynamo must generally develop an mmf that is practically constant over 
the normal operating range and, acting with the series field, whose mmf 
depends upon the load current, the total number of ampere-turns in a 
compound machine must be capable of overcoming the reluctances of the 
various parts of the magnetic circuit when required flux densities are 
established in the armature. For a given air-gap flux density the 
magnetizing forces (ampere-turns per unit of length) can be found for 
the core below the teeth, the pole core and shoe, and the yoke (Fig. 61); 
the latter numerical quantities are then multiplied by the respective 
magnetic-circuit lengths, and, together with the number of ampere-turns 
for the air gap and teeth taken from Fig. 50, their sum will represent the 
necessary total. 

As indicated above, the series winding on the field magnets carries the 
line or armature current and thus adds to the constant excitation of the 
shunt coils a number of ampere-turns generally in accordance with the 
demand for a stronger field. The series turns are frequently placed at one 
end of the pole (see Fig. 32), under which condition the total radial wind¬ 
ing space available may be divided in proportion to the ampere-turns 
required on the shunt and series coils, respectively. In some designs the 
series coils are placed directly over those of the shunt winding; with this 
arrangement some spa(*e is usually left between them to permit the free 
passage of air for ventilating purposes. 

When the total number of ampere-turns recjuired per pole is known, the 
number of ampere-turns in the series field can easily be calculated; then 
with a known value of load current the number of series-field turns per 
pole may be computed. If it is not possible to fulfill exactly this specified 
condition (only full or half turns may be used) a slightly greater number 
of turns is provided, in which case a diverter must he used to shunt a por¬ 
tion of the total current; a diverter is merely a resistance connected to 
bypass the same per cent of total current as the per cent excess of series- 
field turns. Thus if the required series ampere-turns per pole is 2,000, 
and the current is 300 amp, the calculated number of turns per pole is 
2,000/300 = (}%. Since turns will not be sufficient, the winding may 
consist of 73 ^ turns, and the current required through the coils is, there¬ 
fore, 2,000/7.5 = 267 amp. The balance of 33 amp must be shunted 
through a diverter whose resistance Rd = Rse{267/33) ohm, where 72^^ is 
the series-field resistance. 

3. Shunt- and Series-field Wire Where a coil of wire is connected 

directly across a constant, or nearly constant, source of emf, as is the case 
with the shunt-field winding, the developed ampere-turns are directly 
proportional to the cross-sectional area of the conductor used in its con¬ 
struction and, for all practical purposes, independent of the number of 
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turns. Moreover, the temperature rise will, in general, diminish as the 
number of turns is increased The following analysis will show that these 
relationships are valid. As previously pointed out (Art. 18, Item 30), 
the resistance of a copper conductor at 60°C is directly proportional to its 



length I in inches and inversely proportional to the circular-mil area (m); 
i.e., R ssi 1/ ohms. Since the length of wire in one field coil is equal to 
the product of the mean length per turn m and its number of turns T, 
fiooii == m X T/{in), But the coil resistance is also equal to the ratio of 
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the coil voltage E/'p (p coils in series) to the coil current I. Thus, 
equating the two values of 72«o.i, 


from which 


m ><r ^ E/p * 
(m) I. 


im) 


m X {TI) X p 
E 


(45) 


For a coil of rectangular shape, Fig. 62, m = 2(m + w) + tw so that, 

(m) = + (45o) 

hi 

Formula (45a) indicates that a field coil that is wound around a form of 
fixed dimensions u and v and is connected to E/p volts will develop 
ampere-turns practically proportional to the wire size; the possible varia¬ 
tion of the dimension w will alter this proportionality only slightly. Note 



also that any increase in the number of turns by increasing d (turns per 
layer) or w (number of layers) will result in an equivalent change in coil 
resistance to lower the current. It follows, therefore, that the PR loss 
in the field, a measure of the temperature rise, will decrease with an 
increase in the number of turns. 

In compound-wound machines it is customary to allow a voltage drop 
in a shunt-field rheostat of about 15 per cent of the terminal emf. The 
wire size for the shunt-field coils should, therefore, be calculated on the 
assumption that the impressed voltage formula (45a), is 15 per cent 
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less than the terminal voltage of the machine. With shunt-wound 
generators, the field rheostat plays a more important part; it must be 
designed to give the required variation in field strength between no load 
and full load, at constant speed, or, in the case of a motor, to provide for 
the required speed variation. The amount by which the excitation has 
to be varied—apart from the requirements to compensate for the effects 
of temperature changes-- may be determined by reference to the satu¬ 
ration curve. 

To find the wire size for the shunt winding, a good procedure is to 
assume a dimension not more than about 3 in. to avoid local heating 
inside the coil; then, with known values of (T/), w, v, p, and £?, use 
formula (45a). The next step is to determine the number of turns that 
can be fitted into a space ly X d sq in., after which the resistance and 
current may be calculated. In well-designed machines the shunt-field 
currents should usually be less than the values given below, where the 
currents are expressed as per(*entages of the full-load rated currents of 
the machines: 


Output of 
machinef kw 
10 
25 
50 
100 
200 
300 
500 

1,000 and larger 


Exciting current 
percentage of 
rated current 
3.0 

2.5 

1.6 
1.2 
0.9 
0.7 
0 . 5 '/ 

0.3 to 0 4 


The wire size of the series-field winding is found by dividing the known 
full-load current Ise by an assumed current density A, in amp per sq in. 
Thus 

A = ^ sq in. (46) 


The current density in field windings, both shunt and series, will usually 
be between 800 and 1,600 amp per sq in., the larger values applying to 
high-speed well-ventilated machines, and in the case where the series field 
is placed near the pole shoe. If the current to be carried exceeds 100 amp, 
the coils may be made of flat copper strip wound edgewise by means of a 
special machine. For small currents, cotton-(*overed wires of square or 
rectangular section are commonly used, round wires being rarely employed, 
unless the diameter is less than that of a No. 8 B & S gage. 

4. Temperature Rise of Field Windings, The problem of keeping the 
temperature rise of field coils within safe limits (40 to 50°C) is complicated 
by the fact that the fanning action of the rotating armature will have an 
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important effect upon the machine’s ability to dissipate heat. Moreover, 
when the spacing between coils is wide and when the presence of commu¬ 
tating poles is not a factor in restricting the free circulation of air, the 
main poles are likely to run cool. It should, therefore, bQ clear that the 
rate at which heat energy can be carried away from the surface of a coil 
will depend, among other things, upon the general construction of the 
machine, upon the nature and area of the cooling surface, and the heat¬ 
absorbing properties of the surrounding medium. These considerations 
lead to the conclusion that empirical coefficients, the results of experience 
as well as experimental investigation, must be used for predetermining 
the temperatures likely to be attained by machines operating under 
specified conditions. Thus, if 

S = cooling surface in square inches 
W = PR loss in watts 

t = temperature rise in degrees Centigrade, being the observed 
difference of temperature between the surface of the hot con¬ 
ductor within the coil and the surrounding medium 

we have the following relation 

W = cXSXt 


where c is the cooling coefficient expressed in watts per square inch per 
degree Centigrade difference in temperature. Whence 


t = 


W 

c X S 


(47) 


The graphs of Fig. ()3 show typical experimental relationships between the 
cooling coefficient c and the peripheral speed of the armature for two 
typical spacing arrangements of field coils. The curve marked A applies 
to machines with wide spacing between poles and good ventilation, while 
curve B should be used when the main poles are close together, or when 
commutating poles interfere with the free circulation of air around the 
main windings. The cooling coefficient will necessarily depend upon the 
type and size of machine, and it should, if possible, be determined from 
tests made upon generators or motors generally similar to the one being 
designed. The modern tendency in design seems to be toward increased 
output by improvements in the qualities of the insulating and magnetic 
materials and in methods of ventilation. Field coils are now frequently 
built with sectionalized windings so arranged that air has free access not 
only between the subdivisions of the winding, but also between the inside 
of the coils and the pole core. The gain is not always proportionate to 
the total cost and space required, but decisions in such matters are fre¬ 
quently made on the basis of other factors; the cooling coefficients given 
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in Fig. 63 are not applicable to such special designs and should not be used 
unless properly modified. 

48. niustrative Example. Design of Field-magnet Coil for Dynamo. 

Given an 8-pole shunt-wound 220-volt d-c generator with a cross section 
of iron in each pole core of 4 by 10 in. Referring to Fig. 62, the winding 
space d for the exciting turns is 6.5 in. long and the inside dimensions of the 
former u and r, on which the coil is wound, are 4.25 by 10.25 in. Design 
a suitable winding to give approximately 8,500 amp-turns per pole when 
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Peripheral speed of armature-feet per minute 
FiCf. 03. Cooling coefficients for field coils of dynamos. 

an external field rheostat absorbs 15 per cent of the voltage. The tem¬ 
perature rise at the surface of the field coils is not to exceed 45°C and is 
not to be less than 35°C. Assume an average coil temperature of 60®C 
"and a cooling coefficient of 0.009 watt per sq in. per ®C rise in temperature. 

Since the width of the winding w is unknown, it will be proper to assume 
a reasonable value for this dimension and then proceed with the required 
calculations. Then, if the temperature rise does not fall within the speci¬ 
fied limits a correction can be made in w, decreasing it, for example, if the 
higher temperature rise is desired; it is generally a simple matter to make 
the necessary adjustments and calculations. 
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Assuming a value oi w — 2 in., the mean length of turn 
m = 2(4.25 + 10.25) + (tt X 2) = 35.3 in. 
By formula (45), the circular mil area of the conductor is 


(m) 


35.3 X 8,500 X 8 
0.85 X 220 


12,850 cir mils 


Chap. 5 


The nearest standard size (of larger cross section), is No. 9 B & S, the 
particulars of which, obtained from Table I (p. 431) are: 

Circular mils = 13,090 
Cross section = 0.01028 sq in. 

Resistance per 1,000 ft at 60°C = 0.921 ohm 
Approx number of turns per inch of dec = 7.88 

Allowing about in. at the ends for insulation it will be possible to wind 
6.25 X 7.88, or (say) 49 wires in each layer. Also, with a coil width of 
2 in., and allowing some space for insulating paper between layers, there 
will be 7.88 X 1.9, or (say) 15 layers. Therefore, 

Turns per coil = 49 X 15 = 735 
Since each turn has an average length of 35.3 in. 


35 3 

Length of wire per coil = 735 X = 2,160 ft 

and 

Resistance per coil at 60°C = 2.16 X 0.921 = 1.99 ohms 
The exciting current will be 


220 X 0.85 
8 X 1.99 


10.8 amp 


Checking the number of ampere-turns it is found to be 735 X 10.8 = 8,650, 
which is more than 8,500 by the factor 13,090/12,850 because a standard 
wire, having an area slightly larger than required, was used. 

The surface area of the coil being equal to the product of its perimeter 
and the mean length of each turn, 

,8 = 2(6.5 + 2) X 35.3 = 600 sq in. 

The temperature rise, by formula (47), will, therefore, be 


(10.8)2 X 1.99 
0.009 X 600 


40°C 


Checking on the current density in the conductor. 


10.8 

6.01028 


1,050 amp per sq in. 


which is reasonable. 
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It should be pointed out that some saving in winding cost could be 
effected by reducing the width of the coil, dimension ty, thereby cutting 
down on the number of turns; this would, however, increase the exciting 
current, though not the number of ampere-turns, and boost the tempera¬ 
ture rise. 

49. Open-circuit Saturation Curve of Dynamo. In Illustrative 
Example, Art. 38, the method of plotting the curves of Fig. 50 was 
explained. The curve marked air gap and teeth gives the ampere-turns 
required per pole to overcome the total reluctance between the pole face 
and the bottom of the armature slots for different values of the average 
air-gap flux density. To these ampere-turns must be added the ampere- 
turns necessary to overcome the reluctance of the entire magnetic circuit, 
including armature core, pole core, and yoke ring. Instead of plotting 
the relation between a mpere-turn s and air-gap density, it is desirable to 
plot a curve connecting field ampere-turns per pole, and emf generated in 
the armature. This is merely a matter of changing the scale of the ordi¬ 
nates of the curve since, in constant-speed machines, the developed volt¬ 
age is obviously proportioned to the flux cut by the conductors and, there¬ 
fore, to the flux density in the air gap. 

In Fig. 64 the dotted curve OM gives the relation between ampere- 
turns and developed voltage for air gap and teeth only, while OFN is the 
^'saturation curvefor the complete machine and takes account not only 
of the air-gap and tooth reluctance, but also of the reluctance of the other 
parts of the magnetic circuit. Any horizontal distance, such as MN, 
between the two curves is a measure of the ampere-turns required to over¬ 
come this additional reluctance. The ordinate OEo is the terminal volt¬ 
age on open circuit, OEt is the terminal voltage at full load (the machine 
is assumed to be overcompounded), and OEa is the necessary developed 
voltage at full load (t.c., the voltage that must be generated in the arma¬ 
ture conductors by the cutting of the flux in order that the terminal volt¬ 
age at full load shall be OEt ). 

Draw a straight line connecting the origin 0 of the curve and the point 
F corresponding to the no-load voltage, and produce this to G, where it 
meets the horizontal line representing full-load terminal voltage. Then, 
since the ampere-turns on the shunt at no load are OA, they will obviously 
have increased to OB at full load on account of the higher terminal voltage 
(the "long shunt connection is here assumed). The ampere-turns neces¬ 
sary to produce the required full-load flux will be OC, but in machines not 
provided with commutating poles, the field excitation must be greater 
than this in order to balance the demagnetizing effects of the armature 
current. If the amount of the forward lead given to the brushes is known, 
the armature demagnetizing ampere-turns due to brush shift may be 
calculated by formula (43) of Art. 39. This is the distance CD (Fig. 64). 
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These ampere-turns have to be put on the field poles, not to increase the 
air-gap flux and thus develop a higher voltage but merely to counteract 
the effects of the armature current and restore the air-gap flux to its 
original value on open circuit. It is, therefore, correct to say that addi¬ 
tional ampere-turns approximately equal to this amount must be added 
to the field windings in order that the necessary flux shall be cut by the 
armature conductors. It follows that OD represents the total ampere- 
turns required per pole at full load. Of this total amount, OB will be due 
to the shunt winding, and the balance BD must be provided by the series 
winding. 



60. Illustrative Example. Design of Djmamo Field Magnets and 
Windings. Design the magnetic circuit—poles, yoke ring, and field- 
magnet windings- of a 6-pole 300-kw generator with commutating poles, 
driven at a constant speed of 1,200 rpm and provided with an armature 
wound to give a terminal voltage of 230 volts on open circuit, increasing 
to 250 volts at full load. It is assumed that the armature has been 
designed and that the dimensions and other values as given in the 
Illustrative Example, Art. 18, are to be used. It is also assumed that the 
‘^equivalent air gap^^ and the ampere-turns for the air gap, teeth, and 
slots have been calculated as explained in connection with the Illustrative 
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Example, Art. 38. The curve of Fig. 50 is to be used as data for this prob¬ 
lem. The various items to be calculated are listed on the accompanying 
design sheet, which is followed by notes explaining the calculations. 


DESIGN OF POLES, YOKE, AND WINDINGS 


Item 7: Leakage Factor. Refer to Art. 46. This may be estimated at 
1.15. This value may later be cheeked by drawing a flux-leakage map, 
like that previously explained (Art. 42), after the preliminary pole dimen¬ 


sions are determined. 

Items 8 and 9: Cross Section of Pole Core. Refer to Art. 40 for calcu¬ 
lation of the full-load flux per pole. This flux, as estimated in Art. 18, is 
4.27 X 10® maxwells. The maximum flux density in the pole core will 
occur in the cross section near the yoke ring, and, being determined by the 
total flux, i.e., useful and leakage flux, may be fairly high. From the 
B-H curve of Fig. 61, it appears that 95,000 lines per sq in. will not require 
an excessive number of ampere-turns. The pole-core cross section must, 
therefore, be 


A. 


4.27 X 10® X 1.15 
95,000 


51.7 sq in. 


The dimension of the pole shoe measured parallel to the shaft will be about 
la — 1.55 (see Art. 47), the numerical values of and 5 being given in items 
4 and 6. Thus 


Lore = 10.25 — (1.5 X 0.20) = 9.85 in., or (say) 9% in. 

The width of the pole core should, therefore, be 

WW = = ^-25 in. 

Item 10: Length of Winding Space on Pole. Refer to Art. 47, and the 
Illustrative Example of Art. 48. This dimension will tentatively be made 
6 J^ in. and is subject to change if later temperature-rise calculations indi¬ 
cate that it should be modified. It should be noted that the radial dimen¬ 
sion of the pole must correspond approximately with that of the commu¬ 
tating pole, which was not designed for this machine. However, the 
dimensions for the main and commutating poles are not particularly 
critical at this stage and may be altered one way or another when the final 
design is completed and accurate drawings must be prepared for the 
manufacture of the machine. 

Items 12 and 13: Flux Density in Frame. This should be about the 
same as, or somewhat less than, the maximum density in the core. 
Selecting 90,000 lines per sq in., and remembering that the total useful 
and leakage flux divides as it enters the yoke, with one-half passing in each 
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DESIGN SHEET FOR POLE CORES, FRAME, AND FIELD WINDINGS OF 

D-C GENERATOR 

(Dimensions in inches unless otherwise stated) 


Item 

No. 

Specifications: 300 kw; 230/250 volts; 
1,200 rpm, allowable temperature rise 
of field coils = 45°C 

Symbol 

Preliminary 
or assumed 
values 

Final 

values 


Given or Assumed Data 




1 

Number of main poles. 

V 


6 

2 

Number of commutating poles. 

... 


6 

3 

Diameter of armature core. 

D 


22 

4 

Axial length of armature core; gross. 

la 


10.25 

5 

Ratio pole arc to pole pitch. 

r 


0.64 

6 

Air gap under center of pole. 

b 


0.20 

7 

Leakage factor. 

If 

1.15 



(All other required data to be taken from 





Illustrative Examples, Arts. 18 and 38) 





Calculations 




8 

Maximum flux density in pole core (full 





load). 


95,000 


9 

Cross section of pole core. 

A. 


51.7 

10 

Length (radial) of winding space on pole. 




11 

Flux density in frame (yoke ring). 


90,000 


12 

Cross section of yoke ring. 


27.3 

28.0 

13 

Outside diameter of frame (from sketch, 





Fig. 65). 



42 

14 

TI per pole for total magnetic circuit (no 





load). 



4,080 

15 

TJ per pole on shunt field (fidl load).... 



4,440 

16 

TI per pole in series winding. 



475 

17 

TI per pole total at full load. 



4,915 

18 

Length of winding space for shunt coils. . 




19 

Width of winding space for shunt coils. . . 

W 


1.25 

20 

Size of shunt-field wire (B S gage). 



No. 14 square 

21 

Number of turns of wire per shunt-field 





(!Oil. 



1,168 

22 

Shunt-field current (full load). 



3.82 

23 

Number of turns of series winding per 





pole. 




24 

Cross section of series winding. 



0.75 

25 

Resistance (hot) of series winding (ohms). 



165 X 10-« 

26 

I^R loss in series-field coils (watts). 



240 

27 

Surface temperature rise of field coils 





(degrees C). 



38.7°C 
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direction, the minimum cross section of the yoke ring should, therefore, be 


. 4.27 X 10* X 1 15 , . 

2 X 90,000 


The width and thickness to give this cross section will depend upon the 
design, but it will be well to proceed on the basis of a yoke overhang, 
measured parallel to the shaft, of about 2 in.; this construction will 



Fig 65 Design of pole core and yoke ring foi Illustratn e Example of Art. 50. 


provide a yoke extension that is about as wide as the field coils. Assum¬ 
ing a width of about 14 in. (axially) and a rectangular cross section, using 
a standard slab of structural steel that is formed into a cylinder and butt- 
welded, the yoke thickness will be 


Wyok0 = 


27.3 

14 


= 1.95 in 


or (say) 2 in. 


The pole shoe in Fig. 65 is drawn as explained in Art. 4 and Fig. 4, and 
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also in Art. 47, with the air gap at the pole tips somewhat greater than 
under the center of the pole. The pole tips are rounded ofif with a radius 
of about in., and a thickness of metal x == in. is provided between 
pole face and the ledge that supports the field coils. This thickness is 
calculated so that sufficient metal is provided at this point to avoid mag¬ 
netic saturation of the pole tips. The flux passing through the section of 
9.875a: sq in., where 9.875 is the thickness of the pole shoe measured 
parallel to the shaft, is assumed to consist of two components: (1) the flux 
leaking from the pole tip, which may be taken at about one-quarter of the 
total estimated leakage flux; and (2) the flux entering the armature teeth 
in space AB, which is approximately equal to the flux per pole multiplied 
arc A.B 

by the ratio — — - In this design, the length AB in approximately 

(7.37 — 5.25)/2 = 1.06 in., where the number 7.37 is the pole arc rr (item 
17 in Art. 18) and the number 5.25 is the pole width (Fig. 65). The two 
flux components are equal to 




^ ^ 015 X |2 70^ ^q0 _ 0 ^ ^ ^ 4 270,000^ = 775,000 maxwells 


Assuming a flux density of 95,000 lines per sq in. as in the remainder of the 
pole core 

775,000 ^ , 7 . 

* = 9:875 X 95;00b = ^ 8 


Having drawn Fig. 65 to scale, a more accurate estimate of the leakage 
factor may now be made by plotting a flux-leakage map (Art. 42). It is 
not proposed to repeat these calculations in connection with the field 
design now under consideration, but it will be assumed that the leakage 
factor 1.15 as already estimated (item 7) is fqund to be correct, so that no 
change need be made in the dimensions of the magnetic circuit before 
proceeding with the calculations for the open-circuit saturation curve. 

Items 14 to 17: Ampere-turns per Pole for Total Magnetic Circuit. 
Plotting the Open-circuit Saturation Curve. Refer to Art. 49. The calcu¬ 
lations of the total ampere-turns on each pole of the machine, to develop 
on open-circuit a given voltage, are shown in the table on page 131. 
Suitable values of terminal voltage are selected to obtain points on the 
saturation curve. One of the values should be .slightly higher than the 
developed emf under full-load conditions. It is not necessary to make 
the calculations for very low voltage, because the reluctance of the iron 
parts of the magnetic circuit is negligible. For each selected value of 
developed emf the ampere-turns for the complete magnetic circuit are 
calculated; the component parts include (1) the air gap and teeth, (2) the 
armature core below the teeth, (3) the yoke, and (4) the pole core. The 
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OPEN-CIRCUIT SATURATION CURVE DATA 
(Table for Calculating Ampere-turns for Total Magnetic Circuit) 


No-load voltage. 

Flux entering armature per 
pole, maxwells. 

210 

3,500,000 

230 

3,833,000 

245 

4,080,000 

260 

4,330,000 

Flux density: 

Armature core (<l>/2 X 
29.4). 

59,500 

65,200 

69,500 

73,700 

Pole core (1.1254>/51.7). . 

76,200 

83,500 

88,800 

94,200 

Yoke ring (1.154>/2 X 28) 

71,900 

78,700| 

83,700 

89,000 

Air gap (^/81.8). 

42,700 

46,8001 

49,800 

53,000 


(6,620 gauss) 

(7,260 gauss) 

(7,730 gauss) 

(8,220 gauss) 

Amp-turns per in.: 





Armature! 

10 

12 

14 

16 

Pole core >Fig. 61. 

17 

22 

28 

38 

Yoke ring) 

25 

32 

38 

52 

Amp-turns: 





Armature (/ *= 3.8 in.).. . 

38 

46 

53 

61 

Pole core (/ = 7 in.). 

119 

164 

196 

266 

Yoke ring (/ == 10 in.). . . 

250 

320 

380 

620 

Air gap and teeth (P'ig. 
50). 

3,200 

3,550 

! 3,850 

4,250 

Total. 

3,607 

4,080 

4,479 

j 5,097 


first and second items are determined on the basis of the useful flux; the 
third item involves one-half of the total useful and leakage flux. To 
determine the ampere-turns for the pole core, the fourth item, the average 
flux should be used; this may be estimated as equal to 

where is the maximum flux in the pole core at the yoke ring, and is 
the flux in the pole core at the end nearest the pole shoe. Assuming one- 
half of all the leakage flux to pass from the pole shoes, the flux in the core 
nearest the pole shoe is 

1 1 ^ X ^ 

= <D + ^4), = 4, + _4>(//- 1) = ^ + 

By making the necessary substitutions, what has been referred to as the 
average flux in the pole core may be written: 

- i [(2// X ♦) + 1 + ♦ 

In this design If = 1.15, whence = 1.125^>, the meaning of which is 
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that the pole-core flux is calculated on the assumption that the leakage 
factor is 1.125 instead of 1.15, as used in estimating the flux in the yoke. 

After the various flux densities are calculated for given values of flux, 
Fig. 61 should be used to determine the ampere-turns per inch for the 
armature core, pole core, and yoke portions of the magnetic circuit; the 
latter are then multiplied by their respective lengths of path, indicated on 
Fig. 65, to yield the corresponding ampere-turns. (Note that the arma¬ 
ture core length a is taken as The number of ampere-turns for the 

air gap and teeth are, of course, taken from the previously plotted graph 
of Fig. 50. The density in the air gap which determines the ampere- 
turns required is the maximum value of the average density over a tooth 
pitch (z.c., the average air-gap density under the center of the pole face). 
Using formula (44) of Art. 44, the maximum value of the air-gap density is 


(0.85r + 0.15)tJ„ [(0.85 X 0T64) + 0.15)11.5 X 10.25 81.8 

The curve (Fig. 66) is plotted from the results of the calculations as 
given in the table. It shows the connection between the open-circuit 
emf and the corresponding ampere-turns of ex(*itation per pole. 

Referring to Fig. 66, note the following: 

1. Shunt-field ampere-turns per pole on open circuit (230 volts) = 
4,080. 

2. Shunt-field ampere-turns per pole at full load (250 volts) = 4,440. 

3. Total ampere-turns for shunt- and series-field coils (256.1 volts) = 
4,915; the required generated emf for a full-load terminal voltage of 250 
volts was calculated in Art. 18. 

4. Series-field ampere-turns at full load = 4,915 — 4,440 = 475. 

Items 18 to 22: Shunt-field Winding. Refer to Art. 47 and the Illus¬ 
trative Example of Art. 48. Allowing about 3^2 i^^- for insulation at the 
top and bottom and for space between shunt and series coils, the total 
length of the winding space will be 6 in. Dividing this length in pro¬ 
portion to the shunt and series ampere-turns, the shunt coil will occupy 
(4,440/4915)6 = 53^ in., and the series coil 3-^ in. Next, allowing about 
34 ill- for insulation space between coils and pole core, the inside dimen¬ 
sions of the shunt and series coils will be 53-^ by 103^^ in. Assuming a 
total thickness of winding w = lyi in.^ the mean length per turn m 
will, therefore, be 2(53^^ + or about 36 in. It will be 

supposed that a shunt-field rheostat absorbs 15 per cent of the voltage 
on open circuit, so that, by formula (45), page 120. 


36 X 4,080 X 6 
0.85 X 230 


4,500 cir mils 


Referring to the Wire Table II (see Appendix), the standard size of square 
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wire of cross section nearest to this calculated value is No. 14 AWG; it 
has an area of 4,645 cir mils and will wind 182 turhs per sq in. Having a 
resistance of 2.78 ohms per 1,000 ft at 75°C, the resistance at 60°C will 
be 2.78 X (234.5 + 60/234.5 + 75) = 2.65 ohms per 1,000 ft. Since 



Fi(,. G() ()p(»n-(*ii(niit saturation curve for Illustrative Example of Art. 50. 


182 wires per sq in. means about 133^2 wires per in., there will be 53^ X 
= 74 wires per layer, and 134 X = 17 layers. Making allow¬ 
ance for manufacturing tolerances and paper insulation between layers, 
it will be assumed that there will be 73 X 16 = 1,168 turns per coil. 

The resistance per coil is 


36 X 1,168 X 2.65 
12'X 1,000 


9.28 ohms 
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and the current will be 

load, and X 3.51 = 3.82 amp at full load 
O X 9.2o Zov 

Checking on the ampere turns, these are 1,168 X 3.51 = 4,100 at no load, 
and 1,168 X 3.82 = 4,450, which are correct. The current density at 
full load will be 

3 82 

47545 (4WiO») - “"P P"' “• 

which is reasonable. 

Items 23 to 26: Series-field Coils. Refer to Art. 47. The series turns 
may be placed at either end of the pole, preferably near the pole shoe (see 
Fig. 32), or they may be wound outside the shunt winding. As previously 
calculated, the space available in a radial direction is about Yi in. On 
the basis of the comparatively few series-field ampere-turns per pole 
required—475—and the rather large current- 1203.8 amp only Yi turn 
will be needed for each of the series-field coils. Since the copper will 
be completely exposed and subject to good cooling near the armature 
surface, a high value of current density, 1,600 amp per sq in., will be used; 
the cross section will, therefore, be 0.75 sq in. This winding may consist 
of two flat copper strips in parallel, wound on edge, each one ^ X in. 
Assuming the same mean length of turn as in the shunt winding, 36 in., 
and adding an estimated 50 in. for connections between successive coils, 
the total length of series-field copper will be (6 X 34 X 36) + 50 = 158 
in. The total series-field resistance will be 


“ 0.75 X 4/7r X lO* “ ^ 

and the total copper loss in the series field will be 

PR = (1,203.8)2 X 165 X lO"® = 240 watts 

Item 27: Temperature Rise of Field Coils. Refer to Art. 47, and the 
Illustrative Example of Art. 48. The total cooling surface of the wind¬ 
ings on each pole is 2(6 + lY) X 36 = 522 sq in. The watts lost in 
the shunt and series coils on one pole is 

24% + (3.82)2 X 9.28 = 175 watts 

The coefficient of cooling, from curve B of Fig. 63, for a peripheral velocity 
of more than 6,000 fpm (6,900 in this design) will be 0.0087; whence, by 
formula (47), page 122, the temperature rise is 


0.0087 X 522 


38.7°C 
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This is well below the permissible upper limit of about 45®C and should, 
therefore, provide a measure of safety in view of certain assumptions; 
a final check on actual temperature rise would, of course, be made when 
the completed machine is placed on test. 

TEST PROBLEMS 

1. Given an air path % in. long, what ampere-turns are required to produce a flux 

density of 2,160 gauss? Ans. 3,820. 

2. Calculate the ampere-turns necessary to establish a flux of 20,000 maxwells 

across an air gap in. long and 4 sq in. in cross section. Ana, 391. 

3. What is the drop of magnetic potential in a piece of iron 3 in. long when the flux 
density is 12,000 gauss, given that the permeability is 600? Ana. 152 gilberts. 

4. In a certain iron flux path of uniform cross section, the permeance is 22 and the 
potential drop is 1,300 gilberts. The length of the path is 12 in. and its area of cross 
section is 0.3 sq in. Calculate: 

(o) The total flux Ana. 28,600 maxwells. 

(6) The flux density Ana. 14,800 gauss. 

(c) The magnetizing force Ana. H = 42.6 oersteds. 

(d) The permeability of the iron Ana. n = 347. 

5. In a portion of an iron magnetic circuit of 3 sq cm cross section, the total magnetic 

flux is 30,000 maxwells. Calculate the permeability of the iron, given that the drop of 
magnetic potential over a length of 5 cm is 25 gilberts. Ana. 2,000. 

6. A magnetic circuit contains two air gaps in series: the first is 0.1 in. long with a 

cross section of 8 sq in.; the second is 0.2 in. long with a cross section of 10 sq in. The 
magnetizing force in the first gap is 1,500 oersteds. Calculate the ampere-turns 
required to overcome the reluctance of the two gaps in series.' Ana. 787. 

7. A magnetic circuit includes two air gaps in parallel. Gap 1 is 0.25 in. long and 

2 sq in. in cross section; gap 2 is 0.15 in. long and 3 sq in. in cross section. Calculate 
(a) the reluctance of the two gaps in parallel, (h) the ampere-turns required to establish 
a total flux of 50,000 maxwells across the gaps. Ans. (a) 0.0141, (6) 560. 

8 . Given: tooth pitch — 1.4 in.; slot width = 0.65 in.; ratio net to gross length of 
armature core = 0.85. Calculate the average air-gap density over one tooth pitch 
when the apparent tooth density is 130,000 lines per sq in. (Assume that the cross 
section of the tooth is uniform throughout its length.) Ana. 59,200 lines per sq in. 

9. Given: permeance of air gap over one tooth pitch == 300; ampere-turns for air 

gap =» 2,200; tooth pitch = 1.6 in.; dimension of air gap measured parallel to shaft 
== J1 in. Calculate the average air-gap flux density over tooth pitch in maxwells 
per square inch. Ans. 47,200. 

10. Given the following information: gross axial length of armature = 12 in.; radial 

dimension of air gap = 0.25 in.; radial dimension of equivalent air gap = 20 per cent 
greater than the actual air gap; tooth pitch = 1.25 in. Calculate the air-gap per¬ 
meance over one tooth pitch. Ans. 127. 

11. Given a flat-compound-wound d-c generator: total armature resistance = 

0.02 ohm; kilowatt output = 15; terminal volts = 110; total brush drop = 2 volts; 
drop in series-field windings = 1.2 volts. Calculate the voltage developed in the 
armature at full load. Ans. 115.93 volts. 

12. An over compounded dynamo gives 108 volts at terminals on open circuit when 
driven at 800 rpm, and 112 volts under full-load conditions when the speed has dropped 
to 780 rpm. The full-load flux in the armature core is then 12 per cent greater than 
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on open circuit at the higher speed. Calculate the total series IR drop in the machine, 
including armature, brushes, and series-field windings. Ans, 6 volts. 

18. Given a flat-compounded d-c generator: total armature resistance 0.04 ohm; 
output = 20 kw; terminal volts = 222; total brush drop = 2 volts; series-field drop 

2 volts. Calculate the flux per pole entering armature at full load, given that the 
flux pole on open circuit is 800,000 maxwells and that the speed at full load is 5 per cent 
lower than on open circuit. Ans. 870,000 maxw(*lls. 

14. In a multipolar machine with simplex series (or wave) winding, a flux density 

of 6,000 gauss in the air gap produces 100 volts at terminals on open circuit. The 
resistance of all + (or all ~) brush contacts is 0.005 ohm. The resistance of the 
series-field coils is 0.005 ohm. The resistance of each path through armature winding 
is 0.02 ohm. What increase in air-gap density is required to produce flat compound- 
ing, given that the line current is 200 amp? A ns. 300 gauss. 

15. Given: length of the pole core = 10 in.; cross section of pole core = 80 sq in.; 
flux in pole core = 8,200,000 maxwells; permeability of the iron = 800. Calculate 
the ampere-turns necessary to overcome the reluctance of the pole core. A ns. 402. 

16. Given: d-c generator; flux per pole in air gap = 755,000 maxwells; diameter of 

pole core = 3.5 in.; length of pole core = 33'^ in.; leakage factor = 1.2; permeability 
- 486. Calculate (a) the density (in gauss) in pole core, (h) the ampere-turns needed 
to overcome the reluctance of the pole core. Ans. (a) 14,580, (h) 189.2. 

17. Given: length per pole of flux path in frame (yoke ring) = 8 in.; cross section 

of frame = 7}i sq in.; permeability of iron in frame ~ 90; mmf drop, per pole, in 
frame = 2,000 amp-turns; leakage factor = 1.15. Calculate' the flux per pole in air 
gap. A r/s. 936,000 maxwells. 

18. Given: flux density in armature core below slots = 80,000 lines per sq in.; net 

axial length of armature core = 10 in.; radial depth of core below slots = 8 in.; leakage 
factor = 1.25; cross section of yoke ring = 40 sq in. Calculate the flux density in 
yoke ring. • A7is. 75,000 lines per sq m. 

19. Given: shunt wdnding wuth 3,000 amp turns per pole; length of mean turn = 

24 in.; terminal volts = 110; number of poles = 6; pressure drop across shunt rheostat 
= 18.2 per cent. Calculate the size of shunt wire in circular mils (temperature of 
winding assumed to be 60°C). Ans. 4,800. 

20. Given: a 50-kw fiat-compounded 220-volt 6-pole simplex-lap-wound generator 
in which the copper loss in the shunt-field winding is 2V^ per cent of the output (Cal¬ 
culate (a) the line current at full load, (6) the current in the armatun' conductors. 

Ans. (a) 227.2 amp, (b) 38.8 amp. 

21. A d-c generator is designed to give a terminal voltage of 220 at no load and 230 

at full load. The total field ampere-turns per pole are 6,000 at no load and 8,200 at 
full load. Calculate the number of ampere-turns per pole in the sc'ries winding 
assuming the long shunt connection and the same armature speed at full load as at 
no load. An.s. 1,925. 

22. Given: overcompounded d-c generator; open-circuit volts = 100; full-load 
volts = 110; full-load line current = 400 amp; shunt-field ampere-turns per pole on 
open circuit — 4,000; total field ampere-turns per pole at full load = 4,900; number 
of poles = 12; number of series-field turns per pole = 0^; resistance per turn of 
series winding = 0.0002 ohm. Calculate (a) the ampere-turns provided by the series 
winding at full load, (b) the resistance of the necessary diverter. 

Ans. (a) 500, (b) 0.018 ohm. 



CHAPTER 6 


LOSSES, VENTILATION, AND TEMPERATURE RISE 


61. Introductory. The designer of electrical machinery aims to pro¬ 
duce a machine which will be (1) efficient (have small losses in relation 
to output); (2) durable (capable of resisting wear and tear and deteriora¬ 
tion of materials); and (3) cheap (able to compete in price with other 
designs which satisfy the needs of the user). The questions of heating 
and temperature rise have to be considered mainly in relation to item 
(2) because, although high temperatures \\ill frequently lead to greater 
losses and decreased efficiency, it is principally their effect upon the 
insulation which has to be considered. 

Power losses in rotating electrical machines may be divided into two 
general classifications, namely (1) those w hich are caused by the rotation 
of the armature, and (2) those w’hich result from a current flow in the 
various parts of the dynamo. The former, consisting of bearing, wdnd, 
and brush friction, hysteresis and eddy currents, are designated rotational 
losHcs; the latter, consisting of the armature, the several fields, and the 
brush-contact drop, are termed copper losses. An additional loss, gen¬ 
erally indeterminate in nature, is caused by flux distortion and com¬ 
mutation. The table on page 138 lists these losses and indicates how 
they are affected and determined. 

A great deal of attention has been given of recent years to obtaining 
increased output for a given weight of materials by improvements in 
ventilation and the heat-resisting qualities of insulating materials. An 
exhaustive discussion of heating problems is impossible in these pages, 
but in this chapter it is proposed to consider briefly: (1) how to calculate 
the losses in the iron; (2) how, by proper ventilation, to get rid of the 
heat due to both iron and copper losses and estimate the surface tempera¬ 
ture rise; (3) how" to predetermine approximately the ‘‘hottest spot’’ 
temperature when the surface temperature is known. 

62. Losses in Laminated Iron Cores. The loss due to hysteresis in 
iron subjected to periodical reversals of flux may be expressed by the 
formula 

Watts per pound = 

where Kn is the hysteresis constant wdiich depends upon the magnetic 

137 
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DYNAMO LOSSES 


Losses 

Affected by 

How determinea 

Rotational 
or stray 
power 

Friction 

Bearing 

Windage 

Brush 

Speed changes 

By test or 
calculation 

Armature 

core 

Hysteresis 

Eddy current 

Speed and flux 
changes 

Copper 

Armature winding 

Load 

I a’ X Ra 

Series field 

Ja^ X Use 

Interpole field 

Ja^ X Bi 

Compensating 

field 

1a^ X Rc 

Shunt field 

//* X Ri 

Brush contact 

Bb X IA 

Stray load 

Ilux distortion 
and commuta¬ 
tion 

1 per cent of out¬ 
put for machines 
150 kw (200 hp) 
and over 


qualities of the iron. The symbols B and / stand as before for the flux 
density and the frequency. 

An approximate expression for the loss due to eddy currents in lami¬ 
nated iron is 

Watts per pound = Ke{Bft)^ 

where t is the thickness of the laminations, and Ke is a constant which 
is proportional to the electrical conductivity of the iron. 

With the aid of such formulas, the hysteresis and eddy-current losses 
can be calculated separately and then added together to give the total 
watts lost per pound. This method will give good results in the case of 
transformers; but when the reversals of flux are due to a rotating mag¬ 
netic field, as in dynamo-electric machinery, the losses do not follow the 
same laws as when the flux is simply alternating; and, moreover, there 
are many causes leading to losses in built-up armature cores which cannot 
easily be calculated. These additional losses include eddy currents due 
to burrs on the edges of stampings causing metallic contact between 
adjacent plates. There are also eddy currents produced in the armature^ 
stampings, due to the fact that the flux cannot everywhere be confined 
to a direction parallel to the plane of the laminations. Some flux enters 
the armature at the two ends and also the sides of the teeth through the 
spaces provided for ventilation. Since this flux enters the iron in a direc¬ 
tion normal to the plane of the laminations, it is sometimes accountable 







139 


Art. 52 LOSSES, VENTILATION. TEMPERATURE RISE 

for quite appreciable losses. For these reasons, calculations of core 
losses should be based on the results of tests conducted with built-up 
armatures rotated in fields of known strength. 

Figure 67 refers to a good quality of stampings and is to be used only in 
connection with the design of rotating machinery. The values read off 
Fig. 67 must be multiplied by the frequency in cycles per second to 
obtain the watts per pound. There are great variations of quality in 
armature stampings, and values obtained from Fig. 67 would not be 



Watts per lb per cycle 

Fio 67 Curve for calculating iron losses in dynamos and motors. 


sufficiently reliable for the use of the commercial designer of any but 
small machines. By taking pains in assembling the stampings to avoid 
burrs and short circuits between adjacent plates, the total iron loss may 
be considerably reduced. 

When calculating the watts lost in the armature core, it is necessary 
to consider the teeth independently of the section below the teeth. This 
is because the flux density in the teeth is not the same as that in the body 
^ ^of the armature. 

The calculation of the watts lost in the core below the teeth is a simple 
matter, provided the assumption can be made that the flux density 
has the same value at all points of the section midway between poles* 
Although incorrect, this assumption is very commonly made; and, for 
the purpose of estimating the rise in temperature, the flux density may be 
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calculated by dividing half the total flux per pole by the net cross section 
of the armature core below the teeth. 

In order to calculate the losses in the armature teeth, it is necessary 
to know exactly what is the flux density at all sections of the tooth. 
This is not readily calculated, because some of the flux from the pole 
pieces enters the armature through the sides of the teeth and the bottom 
of the slots. Again, in the case of armatures of small diameter having 
teeth of which the taper may be considerable, the change of section alters 
the flux density and the degree of saturation, so that it is almost impos¬ 
sible to determine accurately the average value of the tooth density for 
use in calculating the ^^atts lost. A method of calculation which yields 
good results in practice is to estimate as nearly as possible the flux density 
in taper teeth at a distance from the narrow end equal to one-third of 
the tooth lengthy and then read the value of the watts per pound corre¬ 
sponding to this density off the iron-loss curve (Fig. 07). This is con¬ 
sidered as a mean value of the watts per pound and is multiplied by the 
weight of iron in the teeth to obtain the total loss in the teeth. The tooth 
density required for the calculation of power losses is obviously the 
density which will occur when the tooth is in the zone of maximum air- 
gap density, and, ow’ing to flux distortion caused by armature mmf, this 
is not definitely known for full-load conditions unless air-gap flux dis¬ 
tribution curves similar to curve T of Fig. (>0 are plotted. If the com¬ 
plete flux-distribution curves are not plotted, the probable maximum 
value of air-gap density must be estimated and the density in the teeth 
calculated therefrom. 

A high tooth density is an advantage from the point of view' of field 
distortion. It can easily be understood that a high density, by satu¬ 
rating the teeth, will have a tendency to resist the changes in the air-gap 
flux distribution brought about by the cross-magnetizing effects of the 
armature currents; but the losses in the teeth may become a considerable 
percentage of the total losses and their correct determination a matter 
of importance. 

As a guide to the permissible losses in the armature punchings of d-c 
machines, the following figures wdll be useful. They are based on modern 
practice and should not be great 13 ^^ exceeded if the efficiency and tem¬ 
perature rise are to be kept wdthin reasonable limits. 


Output of 
machinf'j kw 

10 
20 
50 
100 
500 
1,000 


Core losSj expressed 
as perrrntage 
of output 
2 8 to S 2 
2 5 to 3 0 
2 0 to 2 4 
1 5 to 1,8 
1 3 to 1 5 
1.2 to 1 4 
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S3. Illustrative Example. Calculation of Armature-core Losses. 

Calculate the full-load iron loss in the armature designed in the Illus¬ 
trative Example of Art. 18. The following information taken from the 
design sheet will be needed: 

Item 1. Frequency = 60 cps. 

Item 10. Peripheral velocity of core = 6,900 fpm. 

Item 14. Axial length of armature core (gross) = 10.25 in. 

Item 26. Axial length of armature core (net) = 8.4 in. 

Item 17. Pole arc = 7.37 in. 

Item 22. Slot depth = 1.4 in. 

Item 23. Tooth width: top = 0.522 in., root = 0.405 in., average = 
0.463 in. 

Item 34. Full-load flux per pole = 4.27 X 10® maxwells. 

Item 36. Internal diameter of core = 12.2 in. 

Item 37. Weight of iron in core (without teeth) = 407 lb. 

Item 38. Weight of iron in teeth = 115 lb. 

Losses in Core below Teeth. The flux density is 

4,270,000 
2( 8 ~4 X 3 ~ 5) "" 

From Fig. 67, the watts per pound per cycle at this density is 0.085. The 
total loss in the (*ore (excluding teeth) is, therefore, 

0.085 X 60 X 407 = 2,075 watts 

Loss<s in Te(th. 4110 width of tooth at a section one-third up from the 
bottom of the slot is 0 405 + ^(0.522 - 0 105) = 0.444 in. The 

average air-gap flux density at full load under the pole face is 


B 


n 

a 


4,270,000 
10.25 X 7.37 


56,600 lines per sq in. 


Owing to armature distortion (see Fig. 60) the maximum air-gap flux 
density at full load in a machine without compensating windings is 
higher than the average value. This maximum density may be predetert 
mined with a fair degree of accuracy by considering the combined effec- 
of the field and armature mmf (curve R' of Fig. 52) across a path of 
which the permeance is that of the air gap and tooth combined, in the 
neighborhood of the pole tip; this, however, involves a considerable 
amount of calculation, not particularly justified. An assumption that 
yields reasonably good accuracy is that the maximum air-gap density at 
a point near thfe pole tip is 20 per cent greater than the average under 
the pole face. This, = 56,600 X 1.2 = 67,900 lines per sq in., 

or 67,900/6.45 = 10,500 gauss. The corresponding tooth density read 
from Fig. 49 is Bt = 22,500 gauss. This is the density where the tooth 
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thickness is = 0.463 in. (Fig. 68). For the cross section of tooth 
one-third of the distance from the bottom of the slot 


Bt = 22,500 X 


0.463 

0.444 


= 23,400 gauss, or 151,000 lines per sq in. (approx) 


Referring again to Fig. 67, the loss per pound per cycle at this density is 



Fig. 68. Tooth and core dimensions for Illustrative Example, Art. 53. 


0.33 watt. The total loss in the teeth is, therefore, 

0.33 X 60 X 115 = 2,280 watts 

Combining the core and teeth losses, the total loss in the armature stamp¬ 
ings is 2,075 + 2,280 == 4,355 watts. 

64. Friction Losses at Commutator Surface. While considering the 
losses which have to be dissipated in the form of heat, it may be well to 
discuss the manner in which the commutator losses may be computed. 
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The PR loss due to brush-surface resistance is calculated like any other 
electrical resistance loss, but, in order to determine the losses due to the 
mechanical friction of brushes on commutator, ,the coefiBcient of friction 
must be known. This coefficient will depend not only upon the quality 
of the carbon brush but also on the condition of the commutator surface. 

Let P == the pressure of the brush on the commutator, pounds per square 
inch of contact surface (usually from to 2 lb but as high as 
3 to 5 lb in small machines such as automobile generators) 
c = the coefficient of friction 

A = the total area of brush-contact surface, square inches 
Vc = the peripheral velocity of the commutator, feet per minute 

then the friction loss is cPAvc ft-lb per min. 

If Dc is the diameter of the commutator in inches, and N is the number 
of revolutions per minute, 

irDcN 


The friction loss, expressed in watts, is 


cPANDcT X 746 
12 X 33,000 


(48) 


The coefficient of friction with carbon brushes may be as low as 0.1 
and as high as 0.45. The value of c for a good quality of carbon brush 
of medium hardness might lie between 0.18 and 0.28 but this coefficient 
is not reliable, as it depends upon many factors which cannot easily be 
accounted for. 

The peripheral speed of commutator surface has a decided influence 
upon the coefficient of friction, which is higher for low speeds and lower 
for high speeds. Average values for c are given below. 

Hard Carbon and Electrolytic Graphite. These materials are used with 
surface current densities from 35 to 50 amp per sq in. Use c = 0.23 for 
surface speeds between 1,000 and 3,000 fpm. 

Soft Graphitic Carbon, Used with current densities of 40 to 65 amp 
per sq in. Use c = 0.18 for surface speeds of 2,000 to 5,000 fpm. 

Copper-graphite. Used on low-voltage machines when the current is 
not so large as to necessitate copper brushes. The current density may 
be as high as 90 to 95 amp per sq in. Use c = 0.16 for surface speeds 
of 1,000 to 3,000 fpm. 

66. Illustrative Example. Calculation of Commutator Losses. Calcu¬ 
late the total losses at the surface of the commutator designed in the 
Illustrative Example of Art. 18. The following data, taken mainly from 
the design sheet, will be needed: 

Speed N = 1,200 rpm. 
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Full-load current (neglecting shunt-field current) = 1,200 amp. 

Item 40. Diameter of commutator = 15 in. 

Item 47. Current density at brush-contact surface = 40.4 amp per 

sq in. 

Item 48. Contact area per brush set = 10 sq in. 

Brush pressure (assumed) = 1.5 lb per sq in. 

Brush^-resistance Losses, Referring to Fig. 38, the potential drop across 
the plus ( + ) and minus ( —) brushes, at about 40 amp per sq in., using 
soft graphitic carbon, is approximately 1.38 volts. To this figure it will 
be advisable to add about 10 per cent because the uneven distribution of 
current density over the brush-contact surface always increases the losses. 
Assuming a 1.5-volt drop, the brush-conta(*i PR loss is 1.5 X 1,200 = 
1,800 watts. 

Brush-friction Losses. The peripheral velocity of the commutator sur¬ 
face is Wc = (tt X 15 X 1,200)/12 = 4,710 fpin. Using soft graphitic car¬ 
bon and assuming a coefficient of friction c — 0.18, the friction loss, by 
formulates), page 143, is 


Wc 


0.18 X 1.5 X (0 X 10) X 4,710 X 740 
33,000 


1,730 watts 


Combining the contact-drop and friction losses, the total commutator 
losses arc 1,800 + 1,730 = 3,530 watts. 

66. Temperature Rise of Commutators. The effect of rotation on 
the temperat/ure rise of armatures and commutators is not (juite the same 
as on rotating coils. The calculations of armature heating are compli¬ 
cated by the effects of the cooling ducts, and the heat emissivity from the 
polished surface of a commutator is not the same as from coils of insulated 
wire or the broken surface of a slotted armature. 

The watts that can be dissipated per square inch of commutator surface 
will depend on many factors which cannot be embodied in a formula. 
The peripheral velocity of the commutator surface will undoubtedly have 
an effect upon the cooling coefficient; but the influence of high speeds on 
the cooling of revolving cylindrical surfaces is not so great as might be 
expected. The design of the ri^sers (i.e.j the copper connections between 
the commutator bars and the armature windings) has much to do with 
the effective cooling of small commutators; but this factor is of less impor¬ 
tance when the axial length of the commutator is considerable. 

Some designers consider only the outside cylindrical surface of the com¬ 
mutator when calculating temperature rise; but this leads to unsatisfac¬ 
tory results in the case of short commutators. In the formula here pro¬ 
posed, it is assumed that the risers add to the effective cooling surface up 
to a limiting radial distance of 2 in.; that is to say, if the risers are longer 
than 2 in., the area beyond this distance will be considered ineffective in 
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the matter of dissipating heat losses occurring at the commutator surface. 
The external surface of the carbon brush holders is helpful in keeping 
down the temperature and it will be taken into account by assuming that 
the cooling surface of the commutator is increased by an amount equal to 
2lcb sq in.; where k is the total width of one set of brushes, measured 
parallel with the axis of the commutator, and b is the total number of 
brush sets. 

The cooling area, as indicated in Fig. 69, will, therefore, consist of the 
cylindrical surface wDcLr] the surface of the risers (7r/4)(Z)r^ “ the 
hurlace of the exposed ends (if any) of the copper bars, of value (7r/4) 
(£>^2 __ De^)] and the allowance of 2lcb for the brush holders. 



Fic, 69 Cooling surface of coinmutator. 


The (‘ooling coefficient proposed for (’alculating the temperature rise of 
the coinmutaior is 

where W = the total watts to be dissipated 

S = the cooling area computed as above in square inches 
Vc = the peripheral velocity of the cylindrical surface of the com¬ 
mutator in feet per minute 
t — the temperature rise in degrees Centigrade 

The allowable temperature rise, i.e.j the limiting value of t in formula 
(49), is usually from 55 to 65°C. 

67. Illustrative Example. Temperature Rise of Commutator. Calcu¬ 
late the temperature rise of the commutator designed in the Illustrative 
Example of Art. 18. The following data, taken from the design sheet, 
together with estimated values as indicated, will be needed: 
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Item 40. Diameter of commutator == 15 in. 

Item 52. Axial length of commutator = 14.5 in. 

Total width of 8 brush holders per set, each one in. wide (measured 
parallel to shaft) = 12 in. 

Number of brush sets = 6. 

Radial depth of exposed ends of copper bars (assumed to be about % of 
radial depth of bar, item 46) = 1.5 in. 

De (see Fig. 69) = 15 — 3 = 12 in. 

Dr (see Fig. 69) = 15 + 4 = 19 in. In the formula given above it is 

assumed that the risers add up to a limiting distance of 2 in. (In this 

design the actual over-all riser diameter is about 22 in., the core diameter.) 

Velocity of commutator = tt X 15 X 1,200/12 = 4,710 fpm. 

Combining the three portions of the commutator surface, and the 
brush-holder surface, the total cooling surface is 


S = [(x X 15 X 14.5) + \ (19)^ - (15)*j 
= 997 sq in., or (say) 1,000 sq in. 


+ 5 [(15)* - (12)*] 

+ (2 X 12 X 6) 


The cooling coefficient, by formula (49), is 


- + 1 ^) 


= 0.0721 watt per sq in. per degree centigrade rise in temperature 


The total watts dissipated, as calculated in Illustrative Example of 
Art. 55, are 3,530 watts. Whence 


3,530 

0.0721 X 1000 


= 49'^C 


It should be pointed out that soft graphitic carbon was used in this 
design in order to keep the brush-contact and friction losses down to 
acceptable values; with hard carbon these losses would be extremely high 
and would cause the temperature rise to ext^eed the allowable 65®C. 

68. Temperature Rise of Armatures.* The rotation of the armature 
of an electric generator will produce a draft of air which may be sufficient 
to carry away the heat due to PR and hysteresis losses without the aid of 
a blower or fan. Self-ventilating machines are less common at the present 
time than they were a few years ago; but, by providing a sufficient number 

* For a broad but clear statement of the attitude towards the cooling of electrical 
machines together with much other valuable data, the reader is referred to D. B. 
Hoseason, The Cooling of Electrical Machines, J. Inst. Elec. Engrs. {London) ^ Jan¬ 
uary, 1931. See also the Discussion on this paper in J. Inst. Elec. Engrs. {London)^ 
June, 1931. Also: ASA Bulletin C50, 1943; AIEE Standards 1, June, 1947; Trans. 
AI EE, vol. 68, pp. 206-212, 1949. 
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of suitably proportioned air ducts in the body of the armature, machines 
of moderate size may still be built economically without forced ventilation. 
The manner in which radial air ducts are constructed in self-ventilating 
armature cores was described in Art. 16. 

When forced ventilation is adopted, a fan or centrifugal blower may be 
provided at one end of the armature. This may assist the action of 
radial ventilating ducts, or it may draw air through axial ducts. When 
axial air ducts are provided, the radial ventilating spaces may be entirely 
omitted, and the gross length of the armature may, therefore, be reduced. 
The ventilation is through holes punched in the armature plates which, 
when assembled, will provide a number of longitudinal openings running 
parallel with the armature conductors. These openings may be circular 
in section and should preferably not be less than 1 in. in diameter, espe¬ 
cially when the axial length of the armature is great, because they will 
otherwise offer too much resistance to the passage of the air and will also 
be likely to become stopped up with dirt. 

One advantage of axial ducts—which, however, can only be used with 
forced ventilation—is that the heat from the body of the armature can 
travel more easily to the surface from which the heat is carried away than 
in the case of radial ducts. When the cooling is by radial ducts, the heat 
due to the hysteresis and eddy-current losses in the core must travel not 
only through the iron, which is a good heat conductor, but also through 
the insulating varnish between laminations, which is a poor conductor 
of heat. The thermal conductivity of the assembled armature stamp¬ 
ings is from forty to fifty times greater in the direction parallel to 
the plane of the laminations than in a direction perpendicular to this 
plane. For this reason, radial vent ducts, to be effectual, must be pro¬ 
vided at frequent intervals. The thickness of any one block of stampings 
between radial vent ducts rarely exceeds 3 in. 

The coefficients for use in calculating temperature rise are based on data 
obtained from ac'tual machines, and, owing to variations in design and 
proportions, they are, at the best, unreliable. When forced ventilation 
is adopted—whether with radial or axial vent ducts—it is possible to 
design the fans or blowers to pass a given number of cubic feet of air per 
second, and the quantity can readily be (checked by tests on the finished 
machine. 

A good practical rule for estimating the quantity of air necessary to 
carry away the heat when forced ventilation is used is based on the fact 
that a flow of 1 cu ft of air per minute will carry heat away at the rate of 
0.55^ watts,* where t is the number of degrees Centigrade by which the 

* This is an approximate average value for this quantity which is not constant 
because the weight of a cubic foot of air depends upon temperature and barometric 
pressure. 
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temperature of the air has been increased while passing over the heated 
surfaces. Thus, if the difference in temperature between the outgoing 
and incoming air is not to exceed 18®C, it will be necessary to provide at 
least 100 cu ft of air per minute for each kilowatt lost in the machine. 

If the difference of temperature between the outgoing and ingoing air 
does not exceed 20°C, the temperature rise of the hot surfaces in contact 
with this air is not likely to exceed G0°C. 

The power required to drive the ventilating fan is not very easily 
estimated, as it depends upon the velocity of the air through the passages. 
The velocity of the air through the ducts and over the cooling surfaces is 
usually from 3,000 to 5,000 fpm and should preferably not exceed G,000 
fpm; with higher velocities the friction loss might be excessive. 

As a very rough guide to the power required to drive the ventilating 
fans, the following figures may be useful: 

For 50-kw dynamo, 300 watts 
For 400-kw dynamo, 1,500 watts 
For 1,000-kvv dynamo, 3,000 watts 

In designing machines with forced ventilation, the size and configura¬ 
tion of the various air passages must be (*arefully studied with a view to 
preventing very high air velocities and consequent increase of loss by 
friction. 

69. Calculation of Temperature Rise of Self-ventilated Armatures 
with Radial Ducts. Specifications for electrical machinery usually state 
that the temperature rise of any accessible part shall not exceed a given 
amount after a full-load run of about 6-hr duration. The permissible 
rise of temperature over that of the surrounding air will depend upon the 
room temperature. It usually lies between 45 and 50°C. The surface 
temperature is actually of little importance and is no indication of the 
efficiency of a machine, but, by keeping the surface temperature below a 
specified limit, the internal temperatures are not likely to be excessive, 
and the durability of the insulation—upon which the life of the machine 
is largely dependent—will thereby be ensured. The designer must, 
however, see that ventilating ducts or surfaces are provided at sufficiently 
frequent intervals to allow the heat to be carried away without requiring 
very great differences of temperature between the internal portions of the 
material where the losses occur and the surfaces in contact with the air. 

Assuming that ventilating ducts are provided at sufficiently frequent 
intervals to ensure that the internal temperatures will not be greatly in 
excess of the surface temperatures, it is merely ne(*essary to see that the 
cooling surface is sufficient to dissipate the watts lost in the iron and cop¬ 
per of the armature. 

In calculating the losses and the cooling surfaces of the armature, we 
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shall assume that the current density in the conductors has been so 
chosen that the end connections will not be appreciably hotter than the 
armature as a whole. If this density does not exceed the value as calcu¬ 
lated by formula (17) on page 36, it may be assumed that the tempera¬ 
ture rise of the end connections will not exceed 45®C, and the watts to be 
dissipated by the cooling surfaces of the armature core will consist of: 


1. The hysteresis and eddy-current 
losses in the teeth 

2. The hysteresis and eddy-current 
losses in the core below the teeth 

3. The PR losses in the'' active ’’ por¬ 
tion of the armature winding (t.c., the 
portion which lies within the slots) 

All these losses can be calculated in 
the manner previously explained. The 
copper loss to be taken into account is 
not the total PR loss in the armature 
winding but is this total loss multiplied 
by the ratio 2lal{2la + ir), where la is the 
gross length of the armature core, and U 
is the length of the end connections of 
one coil, as calculated by formula (18) 
of Art 16. 

The various cooling surfaces may be 
considered separately, and the watts 
carried away from each surface com¬ 
puted independently. The total cooling surface may conveniently be 
divided into: 


Fig. 70. Section through armature 
core. 


1. The outside cylindrical surface of the (rotating) armature 

2. The inside cylindrical surface over A\hich the air passes before enter¬ 
ing the radial cooling ducts 

3. The entire surface of the radial ventilating ducts, and the two ends 
of the armature core 


The cooling effect of the external surface at the two ends of the arma¬ 
ture core is generally similar to that of the radial ventilating spaces, and 
it is convenient to think of the two end rings as being equivalent to an 
extra duct. Thus, in Fig. 70, the number of ducts is shown as five, and 
the cooling surface of each duct (both sides) is {ir/2){D^ — d^). The 
calculations would be made on the assumption that there are six ducts. 
If the number of radial vent ducts provided is n, the total cooling surface 
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of the ducts and the two ends of the armature will be 


^ - d0(n + 1) 


The outside cylindrical surface of the armature will be taken as vDlay 
where h is the gross length, no deduction being made for the space taken 
up by the vent ducts. The cooling surface of the end connections beyond 
the core is not taken into account. 

The area of the inside cylindrical surface is irdla. 

The watts dissipated by the cylindrical cooling surfaces may be calcu¬ 
lated by the formula 



where W = the watts dissipated 

t = the surface temperature rise in degrees Centigrade 
S = the cooling area in square inches 
V = the peripheral velocity in feet per minute 

This formula is generally similar to one originally proposed by Dr. 
Gisbert Kapp. 

If c is a cooling coefficient, representing the watts that can be dissipated 
per square inch of surface for 1°C difference of temperature, we have 


c = 

and the temperature rise will be 


1,500 + V 

100,000 



(50) 


where W stands for the watts that have to be dissipated through the cool¬ 
ing surface S. 

The watts dissipated by the air ducts and end surfaces may be calcu¬ 
lated by the formula 


W = tS 


Vd 

100,000 


where TT, t, and S have the same meaning as before, but Vd stands for the 
average velocity of the air through the ducts in feet per minute. This 
velocity is very difficult to estimate in the case of self-ventilating machines, 
but the constant in the formula has been selected to give good average 
results if Vd is taken as one-third of the peripheral velocity of the armature. 

If Cd is a cooling coefficient representing the watts that can be dissipated 
per square inch of duct surface for each degree Centigrade rise of tempera¬ 
ture, we have 

Vd 

100,000 


Cd = 


( 51 ) 
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and the temperature rise of the vent duct surfaces will be 


where W stands for the watts that have to be dissipated through the sur¬ 
face of area S, 

60. Illustrative Example. Temperature Rise of Dynamo Armature. 

Calculate the surface temperature rise of the armature designed in the 
Illustrative Example of Art. 18. The following data, taken from previ¬ 
ously calculated results, will be needed: 

Item 9. Armature diameter = 22 in. 

Item 10. Peripheral velocity of armature = 6,900 fpm. 

Item 14. Armature length = 10.25 in. 

Item 24. Number of ventilating ducts = 3. 

Item 29. Length per turn of armature coil = 56 in. 

Item 33. PR loss in armature winding = 3,320 watts. 

Item 36. Internal diameter of core stampings = 12.2 in. 

Total iron losses, as calculated in Illustrative Example of Art. 53, 
= 4,355 watts. 

Losses to Be Dissipated. These losses, as previously explained, consist 
of the total iron losses in the core and teeth, together with that portion of 
the copper loss which occurs in the (jonduetors embedded in the slots. 
The latter are 

X 3,320 = 1,200 watts 


The total loss to be dissipated will, therefore, be 

4,355 + 1,220 = 5,575 watts 
Cooling Surfaces. The outside cylindrical surface is 
= TT X 22 X 10.25 = 708 sq in. 

The inside cylindrical surface is 

Si = w X 12.2 X 10.25 = 392 sq in. 

The area of both sides of three ventilating ducts and of the two ends of 
the armature is, approximately, 

5., = I [(22)2 - (12.2)*] X 8 = 2,100 sq in. 

Temperature Rise. Since the peripheral velocity of the outside surface 
of the armature is 6,900 fpm, the inside surface of 12.2 in. in diameter is 

Vi - X 6,900 = 3,830 fpm 
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The cooling coefficients for the cylindrical surfaces arc, therefore, by 
formula (50) 

^ 1 , 500 + 6,900 ^ 

100,000 

and 

^ 1^+ 3,830 ^ 

100,000 

The cooling coefficient for the du(*ls and ends will be, by formula (51) 

. _ (>,000 3 _ ,,,,,, 


= 0.0533 


100,000 


= 0.023 


The watts that can be dissipated per degree rise in temperature are: 

For the outside cylindrical surface = 0.084 X 708 = 59.5 

For the inside cylindrical surface = 0.0533 X 392 = 20.9 
For the ducts and end surfaces = 0.023 X 2,100 = 48.3 
Total = 1287 

The calculated temperature rise is, theuefore, 

‘ - fij - 

61. Efficiency. Although there is no dire(*t (*onne(‘tion between 
efficiency and temperature rise, the losses as calculated for determining 
temperature rise enter also in the efficieiuy (*al(*ulations. The efficiency 
of an electric generator is the ratio of power output to power input, or 


Efficiency = 


output 

output 4" losses 


output 


In computing the total losses, an estimate has to be made of the power 
lost through windage and bearing friction. It is almost impossible to 
predetermine these quantities accurately. The loss due to air friction 
will depend upon the design of the armature and arrangement of poles and 
frame, apart from the actual surface velocity, while the bearing friction 
will depend upon the number and size of the bearings, the method of 
lubrication, the weight of the rotating parts, and the method of coupling 
to the prime mover. The factors to be taken into account are so numer¬ 
ous and so difficult to determine, that, in the case of new designs or 
departures from standard types, it is usual to group these losses together 
and make a reasonable allowance for them in the calculations of efficiency. 
The friction losses will increase with both the surface velocity and the 
volume; and, since the volume is measured by the output factor laD'^ 
[refer to Art. 2 and formula (7)], tests upon machines of varying outputs 
and speeds indicate that the values given in the following table may be 
used with reasonable accuracy when these losses are to be estimated. 
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TABLE OF APPROXIMATE BEARING FRICTION AND WINDAGE LOSSES 


Peripheral 
velocity, fpm 

laD^ 

300 

500 

1 

750 

f 

1,300 

2,500 

4,500 

7,000 



125 

150 

200 

250 

300 

400 


150 

200 

250 

350 

450 

GOO 

750 


250 

300 

450 

550 

750 

1,000 

1,300 



400 

G50 

900 

1,350 

1,700 

2,100 


450 

■n 

850 

1,300 

1,900 

2,500 

3,100 



m 

1,100 

1,750 

2^800 

3,500 

4,400 


In predetermining the efficiency, it is important that all the power 
losses in the machine be taken into account. These losses should include 
the losses in rheostats and diverters, which may be considered as part of 
the machine. 

As a check on calculations, the efficiencies in the following table may be 
referred to. They represent fair averages of what may be expected in 
machines of modern design. 


TABLE OF EFFICIENCIES OF MODERN DYNAMOS 


Kw 

Rpm 

Efficiency, per cent 

Full load 

load 

3’^ load 

H load 

5 

1,750 

82.3 

81.8 

79 4 

69.8 

5 

1,150 

81.8 

80.2 

78.5 

69.5 

10 

1,750 

85.0 

8-4.0 

81.5 

71.0 

10 

1,150 

83.5 

83.4 

81.3 

72.0 

20 

1,150 

1 87.1 

8G.8 

84.8 

77.2 

20 

900 

8G.5 

8G.3 

84.7 

76.8 

20 

750 

85.2 

84.8 

83.4 

76.5 

25 

1,150 

8G.9 

86.7 

84.8 

81.0 

25 

900 

8G.6 

86.3 

84 6 

79.7 

25 

750 

86.2 

86.0 

84.6 

79.7 

50 

1,150 

89.0 

88.7 

87.3 

81 .8 

50 

750 

88.3 

87.5 

84.8 

78.0 

75 

1,150 

90.3 

90.0 

88.3 

83.2 

75 

750 

89.8 

89.4 

88.2 

83.1 

100 

1,150 

90.8 

90.4 

88.8 

84.8 

100 

750 

90.3 

90.1 

88.5 

84 3 

200 

1,150 

93.1 

92.8 

91.3 

85.0 

200 

750 

91.7 

91.0 

89.2 

84.3 

300 

1,150 

93.9 

93.2 

91.2 

i 86.2 

300 

^0 

91 to 93 




500 and larger 

m 

93 to 95 



1 
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62. Design of Continuous-current Motors. The dynamo, being a 
reversible machine, may be used as a generator to convert mechanical into 
electrical energy or as a motor to convert electrical into mechanical 
energy. If the machine is to be used as a motor, the efficiency should 
first be estimated by referring to the figures in the preceding article. This 
efficiency, in the case of a motor, is the ratio output/input, whence 


• Kilowatt input = 


horsepower X 746 
efficiency X 1,000 


and the design may proceed exactly as if the machine were to be used as a 
generator to give this parti(‘ular kilowatt output at the specified speed. 

On account of the conditions under which they have to operate, dynamo 
machines when used as motors are more often totally en(*losed than when 
used as generators. In the case of the larger units, forced ventilation 
would then be resorted to, but the smaller sizes may be self-cooling. The 
temperature rise is then largely equalized throughout the machine, and 
somewhat higher surface temperatures are allowable than in the case of 
open-type machines. A temperature rise of 55 to 60°C, by thermometer, 
is usually allowable inside the machine, but this means that the tem¬ 
perature rise of the enclosing case must be considerably less, say 30 
or 35®C. 

In the absence of data on the particular type of enclosed motor under 
consideration, a cooling coefficient c of 0.007 to 0.009 may be used. This 
figure denotes the number of watts that can be radiated per degree Centi¬ 
grade rise of temperature from every square inch of the entire external 
surface of the enclosed motor. 

63. Illustrative Example. Efficiency of Generator. Calculate the 
efficiencies of the 300-kw 230/250-volt 1,200-rpm generator designed in 
Art. 18 and Art. 50, for outputs ranging from 25 to 150 per cent of rated 
load. The following data, taken from previously calculated results, will 
be needed: 

Item 33, Art. 18. loss in armature winding at full load = 3.32 kw. 

Item 22, Art. 50. Shunt-field current at full load = 3.82 amp. 

Item 26, Art. 50. I^R loss in series-field winding at full load = 0.24 kw. 

From Art. 53. Core losses = 4.355 kw. 

From Art. 55. Brush I^E loss at full load = 1.8 kw. 

From Art. 55. Brush-friction losses = 1.73 kw. 

In preparing the accompanying table, listing the various quantities 
required for these calculations, several assumptions were made. These 
are: (1) the machine is connected “long-shunt,’^ which means that the 
armature, series field, and interpole field carry the total armature current; 
(2) the terminal emf rises linearly from 230 at no load to 250 at full load. 
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then rises to 252.5 and 255 at overloads of 125 and 150 per cent, respec¬ 
tively; (3) the commutating-field loss is estimated as 1.75 times the series- 
field loss at full load, because this field was not designed for the specifica¬ 
tions given (in the actual machine design this loss would, of course, be 
known); (4) the iron loss is constant at all loads, although flux-density 
changes with load changes would affect this quantity somewhat; (5) the 

efficiency calculation table for illustrative example 


Per cent of rated kw output 



25 

1 

50 

75 

100 

125 

150 

1 

Output, kw. 

75 

150 

225 

300 

375 

450 

Terminal voltage.... 

235 

240 

245 

250 

252.5 

255 

Amperes: 







Line (load). 

300 

600 

900 

1,200 

1,500 

1,800 

Shunt field. 

3.59 

3.67 

3.74 

3.82 

3.86 

3.90 

Armature. 

303.6 

603.7 

903.7 

1203.8 

1503.9 

1803.9 

Losses, kw: 







Armature PR. .. . 

0.211 

0.832 

1.805 

3.220 

5.180 

7.470 

Series field. 

0.015 

0.060 

0.135 

0.240 

! 0.375 

0.540 

C)om mutating field 

0.026 

0.105 

0.236 

0.420 

0.657 

0.946 

Shunt field. 

0.843 

0.880 

0.917 

0.950 

0.975 

0.995 

Brush PR . 

0.330 

0 790 

1.310 

1.800 

2.350 

2.900 

Brush friction.... 

1.730 

1.730 

1.730 

1.730 

1.730 

1.730 

Core. 

4.355 

4.355 

4.355 

4.355 

4.355 

4.355 

Friction and wind¬ 







age. 

3.700 

3.700 

3.700 

3.700 

3.700 

3.700 

Stray. 

0.750 

1.500 

2.250 

3.000 

3.750 

4.500 

Total losses.... 

11.960 

13.952 

16.438 

19.415 

23.072 

27.136 

Input, kw. 

86.960 

163.952 

241.438 

319.415 

398.072 

282.136 

Efficiency. 

0.8622 

0.9148 

0,9317 

0.9392 

0 9422 

0.904 


brush PR loss is determined by using Fig. 38 for the various current 
densities at the brushes, and adding about 10 per cent, as explained in 
Art. 55; (6) the stray-load loss was computed as 1 per cent of the various 
output values, as indicated in the table on page 138; (7) referring to the 
table on page 153, the bearing friction and windage losses were estimated 
as 3.7 kw, for a peripheral velocity of 6,900 fpm and an laD^ of 4,970 (see 
table, Art. 18). 

64. Intermittent Heating and Thermal Capacity. So far, consider¬ 
ation has been given only to the surface temperature rise after a condition 
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of equilibrium has been established, that is to say, after a balance has been 
obtained between watts dissipated, area of cooling surface, and tempera¬ 
ture rise, as expressed by formula (47) of Art. 47. The time required to 
bring a given machine or part of a machine to its final temperature will 
depend upon the mass of the material to be heated and its specific thermal 
capacity, and not merely upon the rate at which energy will have to be 
dissipated from the cooling surfaces after the final temperature has been 
attained. When a machine has been loaded only a short time, and before 
the final temperature has been reached, the total energy loss consists of 
(1) the energy stored in the material due to its increase in temperature, 
and (2) the energy which is dissipated from the cooling surfaces by radia¬ 
tion and ventilation. Space does not permit of an exhaustive discussion 
of the heating effects of intermittent service, more common in the opera¬ 
tion of motors than generators, and, indeed, the designer is usually con¬ 
cerned with the problem of keeping the maximum possible temperature 
within safe limits when service is continuous, but the following heating 
problems will be briefly discussed: 

а. The temperature rise of a^coil which is alternately carrying full cur¬ 
rent and carrying no current during nhort periods of time extending over 
many hours, so that the cooling surface is the chief fa(*tor 

б. The relation between time and temperature rise vhen apparatus is 
in use at only rare intervals of time, with long periods allo>\ed for cooling, 
so that the factor of importance is the capacity for heat 

c. The combined effect of thermal capacity and surface radiation on 
temperature rise 

Case a. During a period of 1 min, the current is passing through the 
coil for a known short interval of time and is then switched off for another 
known period, so that, out of a total of fiO sec*, the current flows through 
the coil during h sec only; the temperature rise can then be calculated by 
making the assumption that the watts to be dissipated are not W = PR, 
but Wh = {PR X /i)/60. 

This method cannot be safely used if the ‘‘on^^ and ^‘off'' periods are 
long, but no general rule can be formulated in this connection because the 
size of the coil is an important factor. 

Example, Assume a field that is designed to have a final temperature 
rise of 38.3°C, with an PR loss of 54 watts. Suppose this coil to be used 
so that it repeats the following cycle continuously for a considerable 
length of time: 

Coil energized during 4 sec 
Coil off during 3 sec 
Coil energized during G sec 
Coil off during 3 sec 
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4 

This is equivalent to dissipating continuously 54 X x v n . /. . o 

4 + o + 0 + d 

= 33.7 watts, and the approximate temperature rise would be 38.3 X 
(33.7/54) = 23.9°C. 

Case b. If used only at rare intervals of time, with long periods allowed 
for cooling down, a coil can be worked at very high current densities. 
The temperature rise is then determined solely by the specific heat of the 
copper and its total weight or volume. 

The specific heat of a substance is the number of calories required to 
raise the temperature of 1 gram 1®C. The specific heat of water at 
ordinary temperatures being taken as unity, that of copper is about 0.093. 
One calorie will raise 1 g of water 1°C; and, since 1 cal is equivalent to 
42 X 10® ergs (or dyne-centimeters), it follows that to raise 1 g of copper 
1°C in 1 sec work must be done at the rate of 0.093 X 42 X 10® ergs per 
second. But 1 watt is the rate of doing work equal to 10^ ergs per sec; 
and 1 lb == 453.G g; this leads to the conclusion that the power to be 
expended to raise 1 lb of copper 1°C in 1 sec is 


0.093 X 42 X 10® X 453.G 


= 177 watts 


A cubic inch of copper weighs 0.32 lb, and 177 X 0.32, or (say) 57 watts, 
will, therefore, raise the temperature of 1 cu in. of copper 1®C in 1 sec— 
assuming no heat to be radiated or conducted away from the surface of 
the coil. 

In this manner it is possible to calculate how long a coil for occasional 
use can be left in circuit without damage to insulation. A temperature 
rise of 50 to 55°C is generally permissible in making calculations on the 
heat-capacity basis. 

Let V = cubic inches of copper in the coil 
W = PR loss in watts 

t = permissible temperature rise, degrees C/entigrade 

then, on the assumption that no heat is lost by radiation or surface cooling^ 
we have: 

Time, in seconds, required to 
raise coil temperature CC 

Example, A coil consisting of 70 lb of copper wire carries 4^^ amp 
with 50 volts across terminals continuously without overheating. How 
long could this coil be safely left in circuit with 110 volts across terminals? 

Assuming a limiting temperature rise of 55°C, the remaining quantities 
for use in formula (52) are V = 70/0.32 = 219 cu in., or (say) 230 cu in. 


57 XV Xt 
W 


(52) 
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to allow for heat absorption by the insulation, and W = 110 X 4.5 X 
110/50 = 1,090 watts; whence, by formula (52), 


57 X 230 X 55 ^ 

Time = -l-OOO- or 11 mm 2 sec 

Case c. Formula (52) may be used as the basis of a graphical construc¬ 
tion illustrating how the quantity of material in a coil carrying an electric 
current influences the rate at which the temperature increases. In 
Fig. 71, measurements on the horizontal axis represent lapse of time, and 

measurements on the vertical axis 
represent temperature rise. Let the 
distance OA represent the ultimate 
temperature rise after a consider¬ 
able lapse of time with constant PR 
losses (IF) in the coil. This is the 
temperature rise which will cause 
the total energy loss to be carried 
away by ventilation of the surfaces, 
none being available to produce a 
further increase of the coil temper¬ 
ature. Now calculate by formula 
(52) the time required to raise the 
temperature of the coil OA degrees, 
assuming no radiation from the cool-- 
ing surfaces. Set this time off as 
^ 2 ^ on a line parallel to the time 
axis, and join OB. Obviously, the 

‘‘slopeof OB, or the ratio 



being 


temperature rise 


is the rate 


between time and temperature rise. 


time 

of temperature increase, assuming 
no radiation. It is, therefore, the 
rate of increase at zero time when there is no difference of temperature be¬ 
tween coil surface and surrounding air to cause heat radiation. After a 
short interval of time, represented by the distance CiOi, the temperature 
rise of the coil is OCi and, on the assumption of a constant cooling coeffi¬ 
cient, the watts radiated will be IF X {OCi/OA), leaving TF X (CiA/OA) 
to increase the temperature of the coil. The new rate of temperature in¬ 
crease will, therefore, be CiAlAB, so that the ‘‘slope’’ of the time-tem¬ 
perature curve after the lapse of time CiOi is O 1 O 2 drawn parallel to CiB. 
Similarly, after another short lapse of time, when the temperature rise is 
OC 2 , the slope of the time-temperature curve has changed to O 2 O 5 drawn 
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parallel to C 2 B. And so on until, if the steps are small enough, the enve¬ 
lope of the well-known logarithmic time-temperature curve has been 
drawn.* A convenient practical construction is explained in connection 
with the following problem. 

65. Illustrative Example. Relation between Time and Temperature 
Rise. A coil is wound with 97 lb of copper wire. The voltage across 
the terminals is such that the PR loss is maintained at 500 watts, and the 
total area of the cooling surfaces is 520 sq in. Calculate the approximate 
time required to raise the temperature of the coil 50'^C above that of the 
surrounding air. 

Assuming a cooling coefficient c = 0.0056 watt per sq in. per degree 
centigrade rise of temperature, the final temperature rise, by formula (47), 
would be 


500 

0.0056 X 520 


= 172°C 


Although the weight of copper in the coil is given as 97 lb, this should be 
increased about 5 per cent to allow for the heat capacity of the cotton 
insulation. (For an impregnated coil this allowance should be consider¬ 
ably greater.) Then, by formula (52), the time required to raise the 
temperature of the coil 172°C, assuming no surface radiation, is 

—500— ^ 0^ 6,250 sec, or (say) I hr 44 mm 


The graphical solution of this problem is indicated in Fig. 72. Set off OA 
on the temperature scale equal to the final temperature rise of 172°, and 
AB (parallel to the time axis) of length representing 104 min. Join OB, 
To the right of B, on the prolongation of the line AB, set off equal divi¬ 
sions corresponding to the divisions on the horizontal axis (in this instance 
each division is equal to 10 min of time). From the point where the 
ordinate 1 (the 10-min ordinate) meets the line OB, draw the line 1-2 

* The equation to the time-temperature curve, of which the line OOiO^Oz (Fig. 71) 

X 

is an approximation, is < = OA (1 — € ^^), where t =* temperature rise, e = 2.7183, 
and X * the lapse of time, or distance from O on the time axis, expressed in the same 
units as the distance AB, It is easy to calculate i/OA in terms oi x/AB and so deter¬ 
mine points on the time-temperature curve as an alternative method to the graphical 
construction of Fig. 71. A few values are given in the following table: 

(in) X 

39 3 
63 2 
86.5 
95.0 
98.2 


X 

AB 

0.5 

1.0 

2.0 

3.0 

4.0 
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which, if produced, would meet AB This gives the point 2 on the 

required curve. From the point 2 draw the line 2-3 which, if produced, 
would meet the line AB 2X2) and so on. (This construction is indicated 
by the dotted lines 6-6 and 9-9.) If this diagram is compared with Fig. 
71, it will be seen that, although there is a difference in the methods of 
construction, the resulting curves are identical. Reading from Fig. 72 
it is found that about 35 min will be required to raise the temperature of 
the coil 50®C. This coil must, therefore, not be left in circuit longer than 



Fig. 72. Graphical solution of problem in Illustrative lOxamplo, Art. 65. 

35 min continuously. It must then be allowed to cool off before it can he 
again excited for another period of 35 min. 

66. Internal Temperature—Thermal Conductivity. If the cross sec¬ 
tion of a magnet coil is very large, or if the insulation around a conductor 
is very thick, there is a danger of exceptionally high internal tempera¬ 
tures, even when the temperature of the external surface is considerably 
below what might cause injury to the insulating material. Materials 
such as cotton, silk, and paper should preferably never be subjected to 
temperatures exceeding 95°C; but when they are specially treated or 
impregnated with a view to increasing their heat-resisting qualities, or 
when they are immersed in oil (as in transformers), they will withstand 
without deterioration temperatures up to, but not exceeding, 130°C. 

, The problem about to be considered is how to determine the approxi- 
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mate difference of temperature between the outside surface of a coil, from 
which the heat is being carried away, and the hottest spot inside the wind¬ 
ings, from which the heat must travel through the copper and insulation 
before it can be dissipated from the surface. The thing we are concerned 
with here is, therefore, the rate at which heat will be conducted through 
the body of the material, while in previous temperature calculations the 
important factor was the rate at which heat could be radiated or dissi¬ 
pated from the heated surface. 

Figure 73 is supposed to represent a section through a very large flat 
plate, of thickness I, consisting of any homogeneous material. Assuming 



Fkj. 73. Fi(i. 74. 


P^KJs. 73 and 71. Illustrating thermal conductivity of plates. 

that a temperature difference /d = / — is maintained between the 

two sides of the plate, the heat flow, expressed in watts, through a portion 
of the plate of area w X ni can be calculated as follows: the resistance 
offered by the material of tlu* plate to the passage of heat may be expressed 
in thermal ohms, the thermal ohm being defined as the thermal resistance 
which causes a drop of 1°C per watt of heat flow. Thus, if Rh is the 
thermal resistance of the heat path under consideration, 

Jh = (53) 

which permits heat conduction problems to be solved by methods of 
calculation similar to those used in connection with the electric circuit. 

Let k be the thermal conductivity of the material, expressed in watts 
per inch cube per degree centigrade difference of temperature between 
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opposite sides of the cube; then the thermal resistance of a heat path of 
length I in. and cross section A sq in. is i?* = (l/k)(l/A). Substituting in 
formula (53) we get 

ta = WT^ (54) 

The watts of heat flow crossing the area (w X m), indicated in Fig. 73, is 

W = ia (55) 

A similar case is illustrated in Fig. 74, but the heat is now supposed to 
be generated in the mass of the material itself. The plate is still con¬ 
sidered to be very large relative to its thickness, so that the heat flow 
from the center outward will be in the direction of the horizontal dotted 
lines. A uniformly distributed electric current of density A amp per sq in. 
is supposed to be flowing to or from the observer, and the highest tempera¬ 
ture will be on the plane FF' passing through the center of the plate. 
Assuming this plate to be of copper with a resistivity of 0.84 X 10" ® ohm 
per cu in. at a temperature of about 80°C, the watts lost in a se(‘tion of 
area a; X sq in. and length m in. will be 


= {Axwy^ X 0.84 X 10-6 X — 

xw 

= 0.84 X l0 ~^A^wmx 


(56) 


By adapting formula (55) to this particular case, the difference of tem¬ 
perature between the two sides of the section of thickness dx (Fig. 74) is 
seen to be 


whence 


dti = W,X 


dx 

wm X A* 


ia = 


0.84 X A2 
106 /c 

0.84A2Z^ 
8 X 



(57) 


The value of k for copper is about 10 watts per cu in. per °C. 

The problem of applying these principles to practical calcjulations is 
complicated by the fact that the heat does not travel along parallel paths 
as in the preceding examples, and, further, that the thermal conductivity 
of the built-up coil depends upon the relative thickness of copper and 
insulating materials, a relation which is usually different across the layers 
of winding from what it is in a direction parallel to the layers. 
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Figure 75 represents the cross section of a coil with the layers of wire 
lying in the direction of the axis A A, the number of layers being such as 
to produce a total depth of winding equal to w measured in the direction 
of the axis BB. The whole of the outside surface of this coil is supposed 
to be maintained at a constant temperature by the surrounding oil or air. 
In other words, it is assumed that there is a constant difference of tem¬ 
perature of td degrees between the hottest spot (supposed to be at the 
center 0) and any point on the surface of the coil. 

The heat generated in the mass of the material is thought of as traveling 
outward through the walls of successive imaginary spaces of rectangular 
section and length m (measured perpendicularly to the plane of the section 

—B 
l 

1 

Fi(.. 75. Illustrating heat travel from center to outside of coil section. 

shown in Fig. 75), as indicated in the figure, where CDEF is the boundary 
of one of these imaginary spaces, the walls of which have a thickness dx 
in the direction AAj and a thickness dx{w/l) in the direction BB. 

According to the relation expressed by formula (53), we may say that 
the difference of temperature between the inner and outer boundaries of 
this imaginary wall is dtd = the heat loss in watts, occurring within the 
space CDEF X the thermal resistance of the boundary walls. Consider 
the heat flow through the boundary surface of which the area is CDEF X m. 
Let ka and kb stand for the average thermal conductivities of the coil along 
the layers and across the layers of winding respectively (?.f., in the direc¬ 
tions of the axes A A and BB, respectively); then the thermal resistance of 
the imaginary boundary wall is 

if dx 1 I ^ r dx(w/I) 1 
ka [(DE + FC)m\ ki [{CD+ 'EF)m\ 

and if Wx stands for the watts passing through this area, we may write 

dU=W.X (^ DE + FC)mK {CD + EF)^t 
dx dx{w/l) 
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which simplifies into 

dk = W. (58) 


' 4mx[ka{w/iy + h] 
If TF = the total I'^R lohb in the coil, we may write 


W, 




Inserting this value in formula (58) and integrating between the limits 
a; = 0 and x = //2, the final result is 


t, - 


TF 


8m [ka(w/l) + kh(l/u})] 




(59) 


wherein w is the dimension perpendicular to the cross section w X I (f.c., 
the mean length per turn of a coil winding) expressed in inches. 

Thermal Conductivity of Insulation. The coefficients ka and hy are the 
heat conductivities along the layers and across the layers of winding 
respectively. Their value depends not only upon the thermal con¬ 
ductivities of the copper and insulating material, but also upon the 
relative thickness of each along the paths of heat travel. 

Let a = thickness of copper per inch total measured along the layers 
of the winding (i.c., in the direction of the axis A A of Fig. 75), and let 
h = the thickness of copper per inch total measured across the layers 
of winding (i.c., in the direction of the axis BE) ] then if kc and /j, respec- 

APrROXIMATE TIIICRMAL CONDUCTIVITY OF MATERIALS 
(Watts per m. cube j)ei °C) 


Micanito .... 

0 

0045 

Press board (varnished) 

0 

005 

Cotton insulation (untreat(»d) 

0 

002 

Cotton insulation (inipregna1(‘d or varnished) 

0 

000 

Assembled iron cores (along laminations) 

1 

2 

Assembled iron cores (across laminations) 

0 

025 


tively, stand for the thermal conductivity of copper and insulation 
shown in table above) it follows that 


kfi 


I 


(« 0 ) 


(a/K) + [(1 - a)/h,] 

Usually it is permissible to omit the term a/1,,, which is very small 
compared with (1 — a)//c,; then 

h 


fc. = 


kh 


1 - a 

K 

1 - h 


(approx) 

(approx) 




( 81 ) 
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If there is no extra insulation between the layers of wire, the heat 
conductivity is about the same in both directions, and, since aXb — 
winding space factor, 

ka = h= - (62) 

1 - Vsf 


The value of ki for solid insulating materials used in coil windings is 
usually between 0.0035 and 0.007 watt per cu in. per °C; but for coils 
wound with round cotton-covered wires, without extra insulation between 
layers, a good average value is ki = 0.0025, whence, for this particular 
condition, the formula (62) becomes 


ka = h = 


400(1' - V?) 


67. Illustrative Example. Temperature Rise in Armature Conductors. 

The total thickness of the slot insulation around the condu(*tors in the 
slotted armature of a d-c generator is 0.054 in. This consists of micanite 
and manila paper pressed tightly around the armature coil. The outside 
dimensions of the two insulated coil sides (in contact with the iron of the 
slot) are 0.5 in. wide by 1 in. deep. The total cross section of copper 
in the slot is 0.3 sq in. and the current density is 3,200 amp per sq in. 
Calculate the approximate difference of temperature between the copper 
conductors and the iron armature stampings, assuming that the amount 
of heat traveling longitudinally toward vent ducts or end connections 
is negligible.* 

By formula (53), p. 161, we have 

td — Jih X W 


Before calculating the thermal resistance of the insulation we require 
a figure for the thermal resistivity or conductivity of the insulation. 
This conductivity will be lower than the figure obtained from tests on 
solid insulating materials, because, in the built-up insulation between 
copper and iron, there will usually be small air spaces which appreciably 
increase the heat resistivity. The thermal conductivity of the built-up 
insulation around armature conductors is usually k — 0.003, rising to 
k = 0.005 watt per in. cube per °C in high-voltage machines with thick. 


* The problem of local heating of armature conductors is not so simple as might be 
inferred from the solution here given, which neglects the longitudinal flow of heat 
from the center to the ends of the slots, the cooling effects of vent ducts, and the losses 
due to eddy currents in large solid conductors. For a more thorough study of this 
rather difficult problem, the reader is referred to C. J. Fechheimer, Longitudinal and 
Transverse Heat Flow in Slot-wound Armature Coils, Trans. AIEE, vol. 40, p. 589, 
^921, and W. V. Lyon, Heat Losses in the Conductors of Alternating Current 
Machines, Trans. AIEE, vol. 40, p. 1361, 1921. See’also article by Fechheimer, 
Heat Flow in Armature Coils, Elec. World, vol. 80, p. 1145, Nov. 25, 1922. 
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tightly compressed insulation. We shall take k = 0.003 and calculate 
both Rh and W for a portion of the conductor 1 in. long. Thus 

7? 

* 0.003 ^ \ 3 / 

where the heat path length I = 0.054 in., and the area of the heat path 
per inch of longitudinal length of conductor is the perimeter of the two 
insulated coil sides, this being A = 3 sq in.; and 

W = PR = A‘^ X ohms per inch cube of copper X volume of copper 
in cubic inches 

= (3,200)2 X (0.84 X lO-*^) X (1 X 0.3) 
whence, by formula (53), we obtain the answer ta = 15.5°C. 

TEST PROBLEMS 

1. Calculate the friction loss in watts at the surface of a commutator, given the 

following particulars: diameter of commutator == 14 in.; speed = 550 rpm; the 
machine is six-pole with six sets of brushes, each set consisting of four carbon brushes 
1 by in.; springs are adjusted to give a pressure of J H lb per sq in. between brush 
and commutator; coefficient of friction ~ 0.25. Ans. 256 watts. 

2. The coils of the shunt-field winding of an eight-pole dynamo are connected in 
series across 492 volts. Each coil is 0 in. long and wound on a cylindrical core 5 in. in 
diameter to a total depth (or radial thickness) of 2 in. Calculate the current in the 
wire which will give a temperature rise of 40”C, given that the cooling coefficient is 
c = 0.0095 w att per sq in. per degree centigrade rise of temperature. 

Ana. 2.175 amp. 

8. Using the data and solution of Problem 2, calculate (a) the cross section of the 
wire in square inches, {b) the length of wdie on one pole in feet, given that the winding 
space factor is 0.56 and that the temperature of the wire is 60°C, at which temperature 
the resistance of copper is 1 ohm per cir mil per in. Ans. (a) 0.00203, (b) 6,070. 

4. When the two coils of a horseshoe type of lifting magnet are connected in series 
on 110 volts, the temperature rise is 35°C. Each coil is 8 in. long and 2J^ in. thick, 
wound on a cylindrical core 4 in. in diameter. Calculate the current in the wire, 
given that the cooling coefficient is 0.006 watt per sq in. per degree centigrade rise of 
temperature. The operation of the magnet is intermittent, being “on” 10 sec and 
“off” 4 sec consecutively until the steady temperature of 35°C is attained. 

Ans. 2.16 amp. 

5. Given that 55 watts are required to raise the temperature of 1 cu in. of copper 
1‘^C in 1 sec, calculate the time during which the magnet coil of which particulars 
follow may be left in circuit with a limiting temperature rise of 60°C, neglecting the 
loss of energy by radiation from the surface of the coil, and the heat absorption by the 
insulating materials. 

Number of turns of wire = 7,000 

Mean length per turn =« 24 in. 

Cross section of wire *= 0.001276 sq in. 

Ohms per 1,000 ft « 7 

Current density in wire 4,000 amp per sq in. 


Ans. 4 min, 36 sec. 
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6 . The thermal conductivity of assembled armature stampings is forty times as 
great in the direction of laminations as in the direction perpendicular to the lamina¬ 
tions. Calculate the watts that will be conducted across the laminations in a stack 

in. thick by 10 sq in. cross section with a difference of temperature of 15®C, given 
that a difference of temperature of 5®C will cause 32 watts to be conducted through a 
section 4 sq in. in area and ^ in. thick measured along the laminations. 

Ans. 2 watts. 

7. A copper rod of Ke-in. diameter is insulated with a micanite tube which fits 
tightly around the rod and into the rotor slot of an induction motor. The walls of 
the insulating tube are He in. thick, and the thermal conductivity of the micanite is 
Jc a= 0.003 watt per in. cube per degree. Calculate the watts that will pass through 
the insulation from copper to iron per inch length of the conductor when the tempera¬ 
ture of the latter is 22°C higher than that of the iron core. Ans. 1.66 watts. 

8 . The insulation between the field magnet coils of a dynamo and the pole core 

consists of a sheet of presspahn 0.08 in. thick, but, in addition to this, there is an air 
clearance between the presspahn and the iron pole core of 0.05 in. The thermal 
conductivity of presspahn is 0.004, and of the thin layer of still air 0.0013 watt per 
in. cube per degree centigrade difference of temperature. Calculate the watts per 
square inch that will pass from copper to pole core with a difference of temperature of 
40°C. Ans. 0.684 watt. 

9. Calculate the full-load efficiency of a d-c generator from the following data: 

terminal volts (flat-compounded) = 220; line current = 455 amp; sum of windage, 
friction, and iron losses = 2,500 watts; resistance of shunt field and rheostat == 25 
ohms; resistance of armature (total) = 0.005 ohm; resistance of all series-field wind¬ 
ings = 0.002 ohm; resistance of brush contacts (total) = 0.003 ohm. Assume the 
^‘long-shunt” connection. Ans. 0.938. 



CHAPTER 7 


ALTERNATING-CURRENT MACHINERY 
SYNCHRONOUS GENERATORS 


68. Introductory. The following chapters deal with a-c generators, 
motors, and transformers. They are written on the assiiinjition that 
the student has an elementary knowledge of a-c theory and is familiar 
with the use of vectors to represent the magnitude and phase relations 
of quantities varying periodically according to the simple harmonic law. 
An effort will be made to keep the treatment as simple as possible without 
making unreasonable or unpractical assumptions which would seriously 
affect the accuracy of the calculated results. Sine-wave forms are 
assumed, and all higher harmonics are neglected unless special reference 
is made to irregular wave shapes. The reader is siq)p()sed to have a 
general knowledge of the elements already discussed, and problems in 
design will V)e w^orked out in less detail than in the earlier chapters. 

The design of asynchronous generators will not be touched upon. 
This type of machine is essentially an indu(*tion motor reversed, the 
rotor, wdth its short-circuited windings, being mechanically driven. 

Apart from the absence of commutator, the chief point of difference 
between an a-c and d-c generator is that the frecpiency of the former is 
specified, whereas, in the latter, this is a matter which concerns the 
manufacturer only. It follows that, for a given speed, the number of 
poles is determined by the frequency requirements, and this fa(*t neces¬ 
sarily influences the design. The low fre<iuencies of 25, 50, and 00 cycles 
are common to power and lighting services in the I'nited States. Efforts 
are being made to establish 00 cycles as the standard for the (*ountry. 

Clafisification of Synchronous Generators. It is w^ell to distinguish 
between two classes of alternators: 

1. Machines with salient poles, driven at moderate speeds by belt or 
direct-connected to reciprocating steam, gas, or oil engines, or to water 
turbines. The peripheral speed of the rotating part (usually the field 
magnets) will generally lie between the limits of 3,000 and 8,000 fpm. 

2. Machines direct-coupled to high-speed steam turbines, in which 
the peripheral velocity usually exceeds 15,000 fpm and may attain 
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26,000 fpm. In these machines the field system is always the part 
that rotates; the number of poles is small, and, although salient poles 
are sometimes used on the lower speeds, the cylindrical field magnet 
with distributed windings is more common. The mechanical problems 
encountered in the design of these high-speed machines are relatively of 
greater importance than the electrical problems; but, since these are 
beyond the s(‘ope of this book, they will not be considered in detail. 

Number of Phases. Whether a machine is to supply single-phase, 
two-phase, or three-phase currents does not appreciably affect the design 
procedure. The calculations on a machine for a large number of phases 
are not more difficult than when the number of phases is small. The 
theory of the single-phase generator is, in fact, somewhat less simple 
than that of the polyphase machine. 

Whatever may be the type of machine, or number of poles, we may 
consider the armature conductors to be cut by the magnetic lines in th'e 
manner indicated in Fig. 7(). Here we have a diagrammatic representa¬ 
tion of single-phase, two-phase, and three-phase windings. In each 
case, the system of alternate pole pieces is supposed to move across the 
armature conductors in the direction indicated by the arrow. It will 
be noted that successive coils of each phase are connected to aid one 
another, each of the single-turn coils being similar in construction to 
those used in d-c armature windings. 

At the instant represented by part (a), the maximum emf will be 
generated in the single-phase winding. In part (/>), two distinct, similar 
windings A and B are so arranged that their effective emfs, although 
ecpuil, will be out of phase in time by exactly the same number of elec¬ 
trical degrees as their 90° space displacement. Finally, the diagram of 
part (c) sho\\s three distinct, similar windings A, B, and C, so arranged 
that their effective emfs, although ecjual, will be out of phase in time 
by exactly the same number of electrical degrees as their 120° space 
displacement. 

I sval Speeds of A’-C Generators. The student is referred to the table 
on page 10, which is applicable to a-c generators when they are driven 
by comparatively slow-speed engines. In hydroelectric work the gen¬ 
erator is usually direct-coupled to the waterwheel, the speed of which 
will be high in the case of impulse wheels working under a high head. 
As an example, a Pelton waterwheel, to develop 1,500 hp under a head 
of 1,000 ft, would have a wheel about 5 ft in diameter, running at 500 
rpm. This would be suitable for direct coupling to a 6-pole 25-cycle 
generator. 

In the case of steam turbines—with a blade velocity of about 5\'2 
miles per min- the speeds are always very high. Speeds from 1,200 to 
3,000 rpm are usual. 
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(a) 1 phase 


(6) 2 phase 


(c) 3 phase 

Ficj. 76. Simple sketches illustrating single-, two-, and thn'e-phaH(‘ windings. (Single¬ 
turn coils are shown for convenience.) 

69. Electromotive Force Developed in Windings. 

Let ^ = flux per pole in maxwells 
N = revolutions per minute 
p = number of poles 

The flux cut per revolution is then 4> X p and the flux cut per second 
is 4>p(A'^/60). The average value of the emf developed in each armature 
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conductor must, therefore, be 

Ec (mean) = volts 

If the space distribution of the flux density over the pole pitch follows 
the sine law, the effective value of the emf is 1.11 times the mean value. 

In other words, the form factor, or ratio , ig-!L_, or 1.11, in 

mean value (2 y/2) 

the case of a sine wave. 

Concentrated and Distributed Windings. If each coil side may be 
thought of as occupying a very small width on the armature periphery, 
and if the coil sides of each phase winding are spaced exactly one pole 
pitch apart, the arrangement would constitute what is usually referred 
to as a concentrated winding. With a winding of this kind, all con¬ 
ductors in series in one phase would always be similarly situated relatively 
to the center lines of the poles, and the curve of generated emf would 
necessarily be of the same shape as the curve of flux distribution over the 
armature surface. In practice, a winding with only one slot per pole per 
phase would be thought of as a concentrated winding. When there are 
two or more slots per pole per phase, the winding is said to be distributed; 
and, since the conductors of any one phase cover an appreciable space 
on the armature periphery, all the wires that are connected in series will 
not be moving in a field of the same density at the same instant of time. 
Except in the case of a sine-wave flux distribution, the form factor may 
depend largely upon whether the winding is concentrated or distributed. 
The wave shape of the developed voltage can always be determined when 
the flux distribution is kno^^ n; but, in the preliminary stages of a design, 
it is usual to assume that the pole shoes are so shaped as to give a sinus¬ 
oidal distribution of flux over the armature surface. The calculation 
of a correcting factor for distributed windings is then very simple. 
Thus, if there are two slots per pole per phase in a three-phase machine, 
there will be six slots per pole pitch, the angular distance between them 
being = 30 electrical degrees. It is, therefore, merely necessary 
to add together, vectorially, two quantities having a phase displacement 
of 30®, each representing the emf developed in a single conductor. The 
result, divided by 2, will be the average voltage per conductor of the 
distributed winding. As an example, with three slots per pole per 
phase, the graphic construction would be as indicated in Fig. 77, where 
length AB = length BC == length CD, and what may be called the 
distribution factor is k = AD/SAB. The value of this distribution 
factor is, therefore, always either equal to, or less than, unity. 

If Z = the total number of inductors in series per phase, the final 
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formula for the developed voltage is 

E (per phase) = ^ factor (63) 


On the sine-wave assumption, the form factor is 1 . 11 , and the formula 
may, if preferred, be used in the form 


E (per phase) 


10 « 


volts (on sine-wave assumption) (64) 


Formula (65) may be used to determine the value of the distribution 
factor at fundamental frequency for any arrangement of slots and 



windings. If rz* is the number of slots per pole per phase, and repre¬ 
sents the number of electrical degrees between adjacent slots, then 


sii^(w«0/2_) 
n, sin 0 / 2 ) 


(65J 


With full-pitch, three-phase windings the distribution factor will have 
values shown in the following table. 


DLSTIUHUTION FACTORS FOR TIIREK-FIIASK ALTERNATORS 


Slots per 
pol(' 



k 

W 

1 

00 

\ 

1 000 

0 

2 

80 

0 90(i 

9 

5 

20 

0 900 

12 

4 

15 

0 958 

15 

5 

12 

0 950 

18 

6 

JO 

0 9.55 


To determine the pitch factor at fundamental frequency, formula ( 66 ) 
may be used. Representing the coil apan^ in electrical degrees, by 7 , 
then 


fc' = sin ^ ( 66 ) 

/j 

The following table lists pitch factors for three-phase alternators 
having 3 to 15 slots per pole and coil spans 7 of 180 to 120 electrical 
degrees. 
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vector calculations can be used only when the variable quantities follow 
the sine law; when used in connection with irregular wave shapes, they 
must be supposed to represent an “equivalent^' sine function, because 
under no other condition can the phase angle have any definite meaning. 

If the starting ends of all the phase windings of a polyphase generator 
are connected to a common junction, or neutral point, the armature 
windings are said to be star-connected. In the three-phase machine this 


(h-h) 



Fig. 78. Diagram of connections for A-connectod three-phase generator. 



Fig. 79. Vector diagram of current Fk;. 80. Vector diagram showing voltage re- 
relations in A-coniiectcd three-phase lations in Y-connccted three-phase generator, 
generator. 

is also referred to as the Y connection. The outgoing lines being merely 
a continuation of the phase windings, it follows that, with a star-con¬ 
nected machine, the line current is exactly the same as the current in 
the armature windings. The voltage between terminals is, however, no 
longer the same as the phase voltage, as in the case of the previously 
considered mesh-connected machine. Referring to the vector diagram 
Fig. 80, it will be seen that the voltage between lines 1 and 2 is J5i — 
which leads to the relation E = \/3 i?a, where E is the terminal voltage, 
and Ea the phase voltage as measured between any one terminal and 
the neutral point. 
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There is little to be said in regard to the choice of armature connections 
in a three-phase generator, except that, for the higher pressures, the 
Y connection has the advantage of a lower voltage per phase winding 
and, for heavy-current outputs, the A connection has the advantage of a 
smaller current per phase winding. 

70. Power Output of Three-phase Generator. Let E and I be the 

line voltage and line current, and let Ea and /« be the phase voltage and 
armature current, respectively; then, in the A-connected machine, 

E == Ea and I = \/3 la 

while, in the Y-connected machine, 

E = \/3 Ea and I la 

Assuming unity power factor, we may write: 

Output of A-connected machine 

and, similarly. 

Output of Y-connected machine = 3{EaIa) 

= 3^X1 = V^EI 

Vs 

The total output is, of course, the same in both cases. If the power 
factor is not unity, the output in watts of the three-phase generator on a 
balanced load is 

IT = Vs £/ cos ^ 

where 6 is the angle of lag between terminal emf of a phase wjnding and 
current in the winding. Th^quantity cos 6 is the power factor when 
both current and emf waves are sinusoidal. 

Since the magnetic circuit of an a-(* generator has to be designed for a 
certain flux to develop a given voltage, while the copper windings must 
be of sufli(*ient (*ross section to carr 3 ’^ a given current, the size of the 
machine will depend upon the product of volts and amperes, and not 
upon the actual power output. Alternating-current generators are, 
therefore, rated in kilovolt-amperes (kva), the actual output in kilowatts 
being dependent upon the power factor of the external circuit. 

Usual Voltages. Owing to the absence of the commutator, a-c 
machines can be wound for higher voltages than d-c machines. Large 
a-c generators may be wound to give as high a pressure as 33,000 volts 
at the terminals, but it is rarely economical to develop much above 


= SiEala) 

= 3EX~ = VSEI 
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16,000 volts in the generator; when higher pressures are required, as 
for long-distance power transmission, step-up transformers are used. 
A common terminal voltage for three-phase generators to be used in 
connection with step-up transformers is 6,600 volts, but higher voltages 
are being adopted for the larger outputs, in order to avoid heavy currents 
in the machine and between the machine and the primary terminals of the 
transformer. By direct generation at moderately high voltages it is pos¬ 
sible to do without step-up transformers at the sending end of the trans¬ 
mission line. Machines operating at 33,000 volts have already been built, 
and special designs for still higher pressures are constructed occasionally. 

71. Pole Proportions and Specific Loading. Although there can be no 
sparking at the sliding contacts, as in d-c designs, with their commutation 
difficulties, the effects of field distortion and demagnetization are apparent 
in the voltage regulation of a-c generators. A very large pole pitch, 
involving as it does a large number of ampere-conductors per pole, is 
objectionable and should be avoided if possible. Where it is unavoidable, 
a large air gap or a high flux density in the teeth is necessary in order to 
keep the armature mmf overpowering the field excitation; but this 
leads to increased cost. 

The pole pitch r is a function of the peripheral speed and the frecjuency; 
thus 

ttT) 

T = - 

V 

where p = number of poles, and 1) = diameter of armature in inches. 
Also / = pA/120 and 

ttDN 
'' ” 12 


where v = peripheral velocity of armature in feet per miniit(‘. 
that 

_ 

^ “ W 


It follows 
(67) 


which explains why the pole pitch is always large in steam-turbine-driven 
alternators. 

In 60-cycle machines running at moderate speeds, the pole pitch 
usually lies between 6 and 12 in., a pitch of 8 to 10 in. being very common. 
In 25-cycle generators, the pole pitch might measure from 10 to 20 in. 
The speed of the machine—which is usually a factor in determining the 
peripheral velocity—has an appreciable influence upon the choice of 
pole pitch; pole cores of approximately square section are not always 
feasible or economical, and the designer must make some sort of a com- 
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promise to get the best proportions. The output formula, as used for 
determining the proportions of dynamos, is not so readily applicable to 
the design of alternators, because the armature diameter in a-c machines 
will be determined largely by considerations of peripheral velocity and 
pole pitch, the proportions of the pole face being a secondary matter. 

pole arc 


The value of the ratio - 


is, therefore, determined largely by 


armature length 

the limits of peripheral velocity, which may lead to a smaller diameter 
and greater axial length than would be strictly economical if the weight 
of copper in the field coils were the only consideration. 

It is usual, when possible, to limit the armature ampere-turns per pole 
to 12,000, which will determine the maximum permissible value of the 
pole pitch; but this limit must sometimes be exceeded, as in the case of 
steam-turbine-driven machines, in which a pole pitch of 3 to 4 ft is by 

—— irr , -ur ■ 

no means uncommon. 

The pole arc is about the same portion of the total pitch as in con¬ 
tinuous-current machines; the value of r the ratio rarely 

exceeds 0.75. A very common value is 0.7, while it may frequently be 
as low as 0.6. The reason for the smaller circumferential space occupied 
by the pole face is partly to avoid excessive magnetic leakage, but 
mainly to provide a proper distribution of flux over the armature surface. 
An attempt is usually made to obtain sinusoidal distribution by the 
proper shaping and proportioning of the pole shoe. 

Specific Loading, As in the case of d-c machines, the specific loading q 
is defined as the number of ampere-conductors per inch of armature 
periphery; ^.c., q = ZIc/ttD. However, since Z = nn^Cs and r = wD/Py 
where n = number of phases, n* = number of slots per pole per phase, 
and Cg = number of condu(;tors per slot. 


q = 


nUgCglc 


( 68 ) 


Also, r/nUg = X, so that the specific loading is also 


q = 


X 


(69) 


The conductors of all phases are counted, and the current considered is 
the effective, or rms, value of the armature current. The magnetizing 
effect of the armature as a whole will, at any moment, depend upon the 
instantaneous value of the currents in the individual conductors, but 
this matter will be taken up later. 
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The following are average values of g, as found in commercial machines: 


Output of 


o-c generator, 

Average value 

kva 

of q 

50 

460- 500 

100 

480- 550 

200 

530- 600 

500 

620- 700 

1,000 

700- 800 

5,000 

800- 900 

10,000 

900-1,000 


The proper value of g to be used in a given design will depend upon 
several factors. Apart from the fact that its value increases with the 
size of the machine, it will depend somewhat upon the following factors: 
(1) number of poles, (2) frequency, (3) voltage. 

1. Machines with a small number of poles usually have a small arma¬ 
ture diameter and a large pole pitch, calling for a small value of g. In 
modern steam-turbine-driven generators there is, however, a tendency 
to use high values of g in order to limit the length of the armature (and 
increase the critical speed). 

2. With low frequency it is easy to keep the iron loss small, and either 
more copper or a greater current density in the conductors is permissible. 

3. If the emf is low, the insulation occupies less space, and there is 
more room for copper without unduly reducing the cross section of the 
armature teeth. 

The approximate figures given in the above table may be increased or 
reduced about 20 per cent, the highest values being used only when there 
is a combination of low voltage, low frequency, and large number of 
poles. In single-phase machines, the value of g may be about 20 per 
cent greater than in polyphase machines. 

72. Flux Density in Air Gap—^Length of Air Gap. Assuming the flux 
distribution over the pole pitch to be sinusoidal, the maximum value 
of the air-gap density will be {Tr/2)Bg, where Bg stands for the average 
density over the pole pitch (not under the pole face only, which is what 
this symbol stands for in Chap. 2 in connection with the design of d-c 
machines). When selecting a value for Bg, it is necessary to bear in 
mind the maximum air-gap density, because this will determine the 
maximum density in the iron of the teeth. The frequency being usually 
higher than in d-c machines, lower tooth densities must be used in order 
to avoid excessive loss. The allowable flux density in the air gap will 
depend upon the proportions of tooth and slot; but the following values 
may be used for preliminary calculations. 

For a frequency of 25, R'' = 28,000 to 40,0p0 lines per sq in. 

For a frequency of 60, = 24,000 to 35,000 lines per sq in. 
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If as the total number of maxwells per pole, and the shape of the flux 
distribution over the pole pitch is assumed to be a sine wave, we have 


Area of pole pitch ^ 

which determines the axial length of the armature core when its diameter 
and the number of poles have already been decided upon. The maximum 
air-gap density, on the above assumption, is {Tr/2)Bgj and, after the 
tooth and slot proportions are decided upon, it is advisable to see that 
this density will not lead to an unreasonable value for the apparent tooth 
density. As a check, it may be stated that the tooth density in alter¬ 
nators is rarely higher than 115,000 lines per sq in. in 25-cycle machines, 
and 100,000 lines per sq in. in 60-cycle machines. Higher densities 
are used in some steam-turbine-driven machines, with a view to reducing 



Fig. 81. Pol(»-shoe construction for synchronous niu(‘hine8. 


the size of the rotor. A good system of forced ^ enlilation is then impera¬ 
tive. Moreover, the fact that tooth densities limit the maximum 
permissible air-gap densities means that the latter are generally lower 
in the case of the high-voltage machines. This is because the slot 
space factor, ?.c., the ratio of copper area to total slot area, diminishes 
as the voltage to ground is raised; as a result, more slot space must be 
provided for insulation, thereby reducing the effective tooth area. Too 
low an air-gap density wdll, of course, result in an uneconomical use of 
iron in the magnetic circuit. 

Length of Air Gap—Inherent Regulation, In a-c machines, just as in 
d-c ma(*hines, the length of air gap should depend upon the armature mmf 
and, therefore, on the pole pitch r and the specific loading q. In salient- 
pole machines, the air gap will not be of constant length but will increase 
from the center outward, in order to produce the required distribution 
of flux. Figure 81 illustrates a pole-shoe shape that will give a reasonably 
good flux-density distribution. Note that, beginning at about 0.2 rr from 
the tips, the pole horns flare out so that the air gap at the tips is 50 to 
125 per cent greater than it is at the center. This construction tends to 
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minimize the harmonic content in the generated voltage wave, although 
the higher harmonics, due to the presence of armature slots, may still 
be objectionable unless corrected in other ways. The minimum clearance 
to be allowed between pole face and armature surface at the center of 
the pole may be determined approximately by making it of such length 
that the open-circuit ampere-turns shall not be less than 1.25 to 1.75 
times the full-load armature ampere-turns. In large turbo-alternators 
this ratio may be appreciably less in order to reduce the weight of copper 
on the rotor to keep the short-circuit current within reasonable limits. 
The distribution of armature mmf will be discussed later; but, for the 
purpose of estimating the air gap, the ampere-turns per pole may be 
taken as Q'r/2. If we assume the ampere-turns to overcome air-gap 
reluctance to be 1.5 times the armature ampere-turns per pole, and the 
^'equivalents' air-gap under center of pole shoe to be 20 per cent greater 
than the actual air gap, an approximate expression for the minimum 
clearance between pole face and armature core is 

5 = 1.25 j; (70) 

where 8 and r are in inches, and B'J is the average air-gap flux density 
over the pole pitch, expressed in lines per square inch. 

A large air gap has the effect of improving the regulation of the 
machine; but otherwise it is objectionable, as it leads to increased mag¬ 
netic leakage and higher cost, due mainly to the greater weight of copper 
in the field coils. 

The inherent regulation of a generator, at any given load, may be 
defined as the percentage increase in terminal voltage when the load is 
thrown off, the speed and field excitation remaining constant. Owing 
to the low power factors resulting from the connection of induction 
motors on a-c circuits, it is practically impossible to design a generator 
of which the inherent regulation is so good that auxiliary regulating 
devices are unnecessary. It is, therefore, uneconomi(;al to aim at very 
good inherent regulation, especially as efficient automatic field regulators 
are now available. The inherent regulation of commercial machines 
usually lies between 5 and 10 per cent at full load on unity power factor, 
while it may easily be 20 per cent, or higher, on 85 per cent lagging 
power factor, with normal full-load current taken from the machine. 
This very marked effect of a low power factor will be explained later; 
but it may be stated here that the effect of a lagging armature current 
is very similar to that of a change of brush position in a continuous-cur¬ 
rent dynamo, causing the armature ampere-turns—which on unity power 
factor have merely a distorting effect—to become partly demagnetizing. 

Not only must the magnetic effect of the armature be weak relatively ‘ 
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to the field, but the. inductance of the armature windings should be 
small if the inherent regulation is to be good. Thus the regulating 
qualities of an alternating-current generator depend on both armature 
reaction and armature reactance; but, since these cannot be made so small 
as to dispense entirely with external regulating devices, the designer 
rarely aims at getting very good inherent regulation. 

Good inherent regulation means that the current on short circuit may 
be very large, and this is sometimes objectionable. With the exception 
of high-speed, steam-turbine-driven units, the short-circuit current in 
modern a-c generators (with full field excitation) is about three to five 
times the normal full-load current; but in connection with the larger 
units, and on systems dealing with large amounts of energy, power- 
limiting reactances, external to the generator, are usually installed to 
prevent the current attaining a dangerous value before the automatic; 
circuit breakers have had time to operate. Many of the larger units, 
driven at very high speeds by steam turbines, are purposely designed 
with large armature reaction and highly inductive windings, in order 
that they may be able to withstand momentary short circuits without 
mechanical injury. 

73. Armature Windings. Elementary winding diagrams for single-, 
two-, and three-phase machines were illustrated by Fig. 70 and explained 
in Art. 68. Briefly extending the discussion of armature windings (this 
important topic, involving a great variety of constructions, arrange¬ 
ments, and connections, is properly considered in detail in special texts*), 
several fundamental aspects of the subject will now be summarized. 

When referring to windings in modern polyphase machines (single¬ 
phase units are rarely used) it is always implied that they are either 
two-phase or three-phase. This means, of course, that the space dis¬ 
placement of the two or three independent sections of the two- or three- 
phase windings in the stator core is electrically equivalent to the time 
displacement, 90° or 120°, respectively, of the generated emfs. Such 
windings may be arranged and constructed in many ways, but three 
general types arc common to modern machines; these are (1) concentric- 
chain, (2) wave, and (3) lap. Each type has been found, by experience, 
to serve best under certain operating conditions, and these may be gen¬ 
eralized as follows: concentric-chain windings are used most frequently 
in slow-speed, large-diameter alternators; wave windings are ideal for 
the rotors of wound-rotor induction-type motors; lap windings have 
their widest fields of application in the stators of most high-speed syn¬ 
chronous machines and a-c motors. From the standpoint of construction 
the three types of winding differ in the following ways: concentric-chain 

* Siskind, C. S., “Alternating-current Armature Windings,^’ McGraw-Hill Book 
Company, Inc., 1951. 
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windings are single-layery i.6., each slot contains one coil side, and several 
coil shapes and sizes are required; both lap and wave windings are nearly 
always double-layer; t.e., each slot contains two coil sides one above the 
other, in which case there is an even number of conductors per slot and 
all coils of a given winding are identical in shape and size. Under some 
special conditions of winding design and construction, where there must 
be an odd number of conductors per slot (see Art. 82 and Fig. 93), a 
single-layer winding must be employed. 

Concentric-chain Windings, Figures 82 and 83 illustrate two styles 
of concentric-chain winding in which the coils for one phase are shown 
in each. Note particularly the differing coil sizes and shapes and the 
manner in which they are interconnected to form magnetic poles. More¬ 
over, the coils for each of the other two phases would be shaped still 



Fig. 82. Three-phase, single-layer winding; three slots per pole per phase. 



differently from those shown because the end connections would have 
to be bent to clear one another. It is obvious, therefore, that such 
windings involve a larger number of special tools and formers and many 
more spare coils than do unit-construction windings of the lap and wave 
types. These disadvantages are, however, sometimes outweighed by 
the facts that the total number of coils in the ma(;hine is smaller and 
that good insulation is easily obtained bec^ause the end connections may 
be separated by large air spaces. Furthermore, when each phase is 
considered separately, the full number of turns per pole may encircle one 
pole only, as shown in Fig. 82, or they may be divided between a pair of 
poles, in two equal parts, as shown in Fig. 83. Also observe that there 
are three slots per pole per phase in Fig. 82, and four slots per pole per 
phase in Fig. 83. The coils of the other two phases in each diagram 
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Fig. 84. P^nd connections of single-layer armature winding. 



Fig. 85. Diagram showing one phase of a 36-slot 4-pole 3-phase wave winding, com¬ 
pletely coniH'cted. Note that only one cross-connector It is used. 

would be similarly arranged in the remaining slots, the ends projecting 
beyond the slots being shaped or bent so as to clear the other coils, 
generally as shown in Fig. 84. 

Wave Windings, The coils used to construct a wave winding in an a-c 
machine are identical with those employed in a d-c winding (see Fig. 5). 
The coil ends of the latter are connected to commutator segments, while 
those in polyphase a-c windings are joined together to form properly 
arranged phases. Figure 85 represents a 36-slot core in which all the 
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coils of one of the three phases, i.e., 12 coils, are shown properly located 
and connected for a four-pole winding. To avoid confusion and to sim¬ 
plify the drawing, single-turn coils are indicated. Note particularly that 
(1) all coils have exactly the same size and shape, in contrast to those 
used in concentric-chain windings (Figs. 82 and 83); (2) there are two 
coil sides per slot, which means that each slot must always have an even 
number of conductors; and (3) the coil ends are bent outward from the 
sides so that the proper coils may be joined together conveniently without 
the necessity of using jumpers. The completed phase may be traced 
from Sa to Fa for phase A by advancing through the coils in the following 
order: Sa to a, then through coils A,G, B, H, C, and 1 in a clockwise direc¬ 
tion, next through reversing connector R to coil end Z', and finally through 
coils L, F, if, Ej J, D in a counterclockwise direction, ending at Fa. The 
other two phases would, of course, be inserted and connected in a similar 
way, care being taken to provide a 120-electrical-degree relationship 
between phases. 

Lap Windings. The lap winding is the type most commonly employed 
on the stators of polyphase a-c machines. In appearance and construc¬ 
tion the coils arc identical with those used in d-c armatures. And, except 
for the fact that the coil ends are brought out near one of the knuckle 
bends, they are similar to wave coils. When the core has overhanging 
teeth, i.e., partially closed slots, the coils are not taped when they are 
first made. Instead, the wire is wound on a former of the proper shape 
and dimensions, after which the individual wires of each coil are fed into 
the slots one or two at a time, through narrow openings between teeth; 
this practice applies equally to wave windings. A diagram showing one 
phase of a 3-phase 4-pole lap winding in a 30-slot core is illustrated by 
Fig. 86. Note particularly that, except for the interconnections between 
coils, it is quite similar to that of the wave winding of Fig. 85, in that the 
coils have the same shape and slot arrangement, with two coil sides per 
slot. It should also be pointed out that both windings, lap and wave, 
are shown with full-pitch coils {¥ = 1), although more common designs 
would involve the use of fractional-pitch coils. The completed phase 
may be traced from Sa to Fa by advancing through the coils in the follow¬ 
ing order: Sa to A, 5, C in a clockwise direction, F, F, D in a counter¬ 
clockwise direction, clockwise through (?, F, /, and finally through L, 
jPC, J, and thence to Fa in a counterclockwise direction. The other two 
phases would, of course, be identical with phase A, but each one displaced 
by 120 electrical degrees with respect to the others. 

A completely developed diagram for a 36-slot 4-pole machine is given 
in Fig. 87; this winding is shown with a coil pitch of 77.8 per cent (140 
electrical degrees) so that k' = sin 70° = 0.940. For machines of rather 





Fig. 87. Comploto wiring diagram of a 4-polc 3-phase fractional-pitch star-connected 
lap winding in a 3G-sIot core. The coil pitch is slots 1 to 8; this is 140 electrical 
degrees, or 77.8 per cent. 
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high ratings many more slots and coils would be used, but the winding 
design and construction procedure would, in general, be similar to the 
foregoing. 

Spread of Windings, In two-phase and three-phase machines, all the 
slots on the armature are utilized. With full-pitch windings,* the num¬ 
ber of slots per pole is divisible by 2 for a two-phase generator, and by 
3 for a three-phase generator. Thus, with distributed windings (more 
than one slot per pole per phase), the spread,’’ or space occupied by 
each phase winding, is 180/2 = 90 electrical degrees for a two-phase 
machine, and 180/3 = 60° for a three-phase machine. 

In single-phase machines, nothing is gained by winding all the slots 
on the armature surface; after a certain width of winding has been 

_ reached, the filling of additional slots 

merely increases the resistance and 
^ inductance of the winding, without 

/ \ appreciable gain in the matter 

/ \ of developed voltage. This is made 

I clear in the vector diagram (Fig. 88). 
^ ^ The winding is supposed to be distrib- 

Fig. 88. Vector diagram illustrating ^ number of slots, 

single-phase alternator. diameter of the semicircle 

represents the resultant generated 
emf if all the slots are filled with conductors (connected in series). If, 
as is uspal in practice, only 75 per cent of the slots are utilized, the spread 
of the single-phase winding will be about 135 electrical degrees, the result¬ 
ant emf will be AB^ which is not much shorter than AC] but the length 
, . 1 arc ABC 


and weight of copper in the two cases are in the proportion 


arc AB 


The fact that, in polyphase machines, the whole of the armature surface is 
available for the windings, while only a portion of this surface is utilized 
in the single-phase alternator, accounts for the fact that the output of 
the latter is less than that of the polyphase machine for the same size 
of frame. Given a three-phase machine, it is merely necessary to omit 
one of the phase windings entirely and connect the two remaining phases 
in series, to obtain a single-phase generator. The modified machine will 
be capable of giving something more than two-thirds of the output of the 
polyphase generator, the limit being reached when the copper losses 
become excessive. 


* Short-pitch windings are very common in two-pole machines, as they tend to 
simplify the end connections. In this case the double-layer winding, as in d-c 
machines, would be used. Fractional-pitch windings with coils having 50 per cent 
pitch are frequently used when construction difficulties are anticipated with longer 
coil pitches. 
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74. Current Density in Armature Conductors. Although the arma> 
ture may be stationary, the permissible current density in the conductors 
will depend to some extent upon the peripheral speed of the rotating 
field magnets, because the fanning effect will be greater at the higher 
velocities. The cooling effect of the air thrown against the conductors 
by the rotation of the field magnets is not so great as when the armature 
rotates, and, moreover, the air is warmed to some extent in passing over 
the heated surface of the field coils. The current density in alternating- 
current armatures usually lies between 2,000 and 3,500 amp per sq in. 
of cross section. The general expression lor determining the current 
density, previously used in the design of dynamo armatures, may be 
applied to the armature conductors of synchronous machines; this is 
formula (17), page 30, which is A = {k/q) + {v/^). However, values 
of k should range between 700,000 and 1,000,000 and q and v are, as before, 
specific loading and peripheral velocity, respectively. 

76. Tooth and Slot Proportions. In deciding upon the number of 
teeth on the armature, a compromise must be made between a very small 
number of teeth—which involves the bunching of conductors, with con¬ 
sequent high internal temperatures and high inductance—and a large 
number of teeth, involving more space taken up by insulation, and a 
higher cost generally. Although larger slots are permissible in a-c 
machines than in d-c machines, a tooth pitch (X) greater than 2.6 in. is 
not recommended. The tooth pitch may be as small as ^ in. but it usu 
ally lies between the limits 1 and 2 in. In large turbo-alternators, the 
tooth pitch may be as large as 3 or even 33^^ in., but in such cases a slot 
wedge built up of laminated iron plates is generally used, thus virtually 
reducing the slot opening and equalizing the flux distribution over the 
slot pitch. In a three-phase machine, the number of slots per pole per 
phase is usually from one to four; but in turbo-alternators, with large 
pole pitch, the number of slots may greatly exceed these figures. 

The conductors must be so arranged that the width of slot is not such 
as to reduce the tooth section beyond the limit corresponding to a rea¬ 
sonable flux density in the iron of the tooth (see Art. 72); but, on the 
other hand, a deep slot is sometimes objectionable because it leads to a 
high value of slot-leakage flux. The depth of the slot should preferably 
not exceed three times the width, although deeper slots can be used and 
may, indeed, be desirable in cases where poor inherent regulation is 
deliberately sought. 

76. Length and Resistance of Armature Winding. Apart from the 
pitch T, and the gross length of armature core la, the length per turn of 
the winding will depend upon the voltage and also upon the slot dimen¬ 
sions. The voltage will determine the amount by which the slot insula¬ 
tion should project beyond the end of the armature core, and the cross 
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section of the coil will be a factor in determining the length taken up in 
bends at the corners of the coil. A rough sketch of the coil should be 
made, and the length of a mean turn estimated as closely as possible for 
the purpose of calculating the resistance and weight. Although no defi¬ 
nite rules can be laid down to cover all styles of winding, the straight 
projection of the coil side (and insulation) outside the slot, in inches, 
would be about 0.5 + 0.35 kv, where kv stands for the pressure between 
terminals in kilovolts. On the basis of an average size of slot, the actual 
overhang beyond end of core would have a mean value of about }4[kv + 
3 + (r/4)l, where t is the pole pitch in inches. On this basis, as a very 
rough estimate, the wean length per turn in inches would be 

2la + 2.5r + (2 X kv) + 6 (71) 

The cross section having been previously decided upon, the resistance 
per phase of the armature winding can readily be calculated. 

77. Full-load Developed Voltage. The losses in the armature core 
at full load will depend upon the developed emf, which is not cjuite so 

E, 


factor angle (//2drop) 

Fig. 89. Vector diagram for calculating developed cmf—non-inductive load 

easily calculated as in the case of a d-c dynamo. The voltage that has 
to be generated in the armature windings of an alternator for a given 
terminal voltage will depend not only upon the Ili pressure drop, but 
also on the IX drop. In other words, the inductance of the armature 
windings and the power factor of the load must be taken into account 
when calculating the developed voltage. 

The vector diagram (Fig, 89) refers to a machine working on a load of 
unity power factor. The current is in phase with the terminal voltage 
OEt] but the developed volts are OEd and not OP, as would be the case 
if the IR drop only had to be considered. The vector PEd represents the 
emf component necessary to counteract the reactance drop in the arma¬ 
ture windings. Although the external power-factor angle is zero, there 
is an angle ^ between the current vector and the vector of the developed 
emf, which may be termed the internal power-factor angle. 

In Fig. 90, the external power-factor angle is 6 (power factor of load = 
cos 6). The construction shows how the reactance voltage IX becomes 
a factor of greater importance on the lower power factors. The emf that 
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must be developed to obtain a constant terminal pressure must, therefore, 
be greater on low power factor. This, however, is not the chief cause of 
poor regulation on low power factors; it is the demagnetizing effect of 
armature ampere-turns which is chiefly accountable for poor regulation 
on all but unity power factor. 

The vector diagrams should always be drawn to show the relation of 
the variable quantities in one phase of the winding, a balanced load being 
assumed. It does not then matter whether the phases are star- or delta- 
connected, except that, in the case of a star-connected generator, the 
vector OEt would stand for the voltage between one terminal and the 
neutral point, and its numerical value would, therefore, be l/\/3 times 
the voltage between terminals. 

The length of the vector EtP (Figs. 89 and 90) is easily calculated, but 
the numerical value of IX (the vector PE a) is not so easily estimated. 
C'onsider first what is to be understood by the term ‘^armature reactance. 



I 

Fig. 90. Vector diagrani for calculating devclopod emf—load partly inductive. 

78. Reactive Voltage Drop in A-C Armature Windings. It is not 

always easy to separate armature reactance X from armature reaction 
(the demagnetizing effect of the armature ampere-turns). Both cause a 
drop of pressure at the terminals under load, especially on low power 
factors. By departing from the conventional methods of treating this 
part of the subject, and striving to keep in mind the actual physical con¬ 
ditions, by picturing the armature conductors cutting through the flux 
lines, the difficulties of the subject may, to a great extent, be removed. 

What is usually referred to as the reactive voltage component (the 
vector EdP in Figs. 89 and 90) is really due to the cutting of the end flux 
by the conductors projecting beyond the ends of the slots; the slot flux, 
being actually provided by the main poles, does not enter the armature 
core below the teeth, and, since the greater part of it is not cut by the 
armature inductors, this portion of the slot flux should not be thought of 
as producing an emf of self-induction in the windings. The amount of 
slot flux may be very large, especially on a heavy load of low power factor, 
and it will have an appreciable effect on the inherent regulation of the 



190 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 7 

machine. The mmf of the conductors in the slot accounts for the fact 
that a certain percentage of the flux in the air gap does not enter the 
armature core below the teeth; but the statement here made is that the 
slot-leakage flux does not induce a counter-emf in the armature windings. 

The core loss will depend upon the flux necessary to develop the emf 
OEd (Figs. 89 and 90), where the component EaP is the reactance voltage 
drop due to the flux linkages of the end connections only; or, in other 
words, where EaP is the emf induced in the conductors outside the slots 
by the cutting of the flux lines created by the currents in all the phase 
windings. 



Fig. 91. Developed view of stator winding. 

Calculation of Armature IX Drop, In Fig. 91, let t represent the pole 
pitch of a polyphase generator, and V the average extension of the coils 
beyond the ends of the armature core. (Means of estimating the average 
equivalent projection of the armature windings beyond the ends of the 
core will be explained later.) If the total flux produ(*ed by the armature 
currents, in the space of width t and depth V, as shown cross-hatched in 
Fig. 91, can be estimated, the voltage developed by the cutting of this 
flux can readily be calculated. A. Still has developed elsewhere* for¬ 
mulas for estimating the amount of the end flux which is cut by the over¬ 
hanging portion of the armature winding in the space 2tI' as indicated 
in Fig. 91. The symbols used in these formulas are defined as follows: 

* Still, Alfred, End-connection Reactance of Synchronous Machines, J, AIEE, 
p. 535, July, 1930. 
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C, = the number of conductors in each slot (each carrying the cur¬ 
rent le amp) 

n. = the number of slots per pole per phase 
n = the number of phases 

Ic = the rms value of the armature current, amperes 
V = the equivalent projection of the armature windings beyond the 
ends of the slots, expressed in centimeters (means of estimating 
this quantity will follow) 

fc = a correcting factor depending upon the type of machine, the 
type of winding, and the proximity of masses of iron tending 
to reduce the reluctance of the flux paths through the coils. 

For single-layer windings, the end flux is 

4>e = knn»CJeV maxwells (72) 

For double-layer windings the amount of the end flux will be about 
2/t times the amount which links with the single-layer windings, whence 

2 

- knn/JJcV maxwells (72a) 

TT 

Since the flux may be thought of as being ‘Vut^' by the projecting end 
connections exactly as the main flux entering the armature is cut by the 
inductors in the slots, it follows that the emf induced in the end connec¬ 
tions, expressed as a percentage of the developed emf, is 

Percentage (/X)ond. = 100^ (73) 

where ^ stands for the flux per pole which enters the armature core. 

If p is the number of poles of the machine, the total number of conduc¬ 
tors per phase is pC^n^, and the average value of the voltage developed 
in the end connections by the cutting of the end flux will be 2/<^«pC,n, X 
10“^. Assuming the form factor to be 1.11, which would be correct if 
the flux distribution were sinusoidal, the voltage component developed 
per phase, in a full-pitch winding, by the cutting of the end flux, is 

^ mn.C.p) 10-» (74) 

V2 

This quantity is usually referred to as the reactive voltage drop per phase 
due to the inductance of the end connections; it appears as the vector 
PEd (Figs. 89 and 90). 

Before substituting the calculated value of another factor should be 
introduced to take account of the fractional-pitch windings which are 
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common in modern designs. Let d stand for the winding factor, which 
may take account of both coil pitch and width of phase belt. For exam¬ 
ple, with a coil pitch of two-thirds the pole pitch and a three-phase wind¬ 
ing with four slots per pole per phase, the numerical value of this factor 
would be d = 0.958 sin = 0.83, where the multiplier 0.958 is the 

distribution factor due to the phase belt^s being spread over four slots 
per pole and sin (^2^) is the pitch factor. If the armature end connec¬ 
tions were cutting a sinusoidal flux provided by an independent winding, 
the developed voltage would be d times the voltage given by formula (74); 
but since the flux cut is produced by the armature winding itself, the flux 
of formulas (72) and (72a) will have to be reduced to the same extent, 
so that it is the quantity d^ which must be introduced as a correcting 
factor in the final formula. With this addition 

^ f^,(n.c,p)d^ X 10-" (74a) 

V2 

Next, substituting the value of given by formula (72a) in formula 
(74a), and dividing by /c, the final formula for cnd~connecfion reactance 
per phase winding for a polyphase synchronous machine with double¬ 
layer winding becomes 

Xe = n ^/2 h’d^f(nsC\ypr X 10“® ohms (75) 

where the number of phases n is three or more. For a single-layer wind¬ 
ing, the reactance as calculated by formula (75) must he multiplied by 
t/2. 

Approximate Values for the Factor k and the Length The factor k 
in the above formulas depends upon the amount of iron in the path of 
the magnetic flux linking with the end connections. It cannot easily be 
calculated and is really an empirical coefficient. A. Still suggests the 
value k — 1.7 for slow- and medium-speed salient-pole generators, and 
k = 3.5 for high-speed turbo-generators. 

In respect to the dimension V which, in the formulas, is the overhang in 
centimeters beyond the ends of the iron core, the equivalent projection of 
a coil that is bent up to clear the coils of other phases might be considered 
equal to the projection of the same coil if flattened out. With r expressed 
in inches, an approximate value for V is 

r = 1.27 ^kv + 3 + ^ cm (76) 

This formula applies to the single-layer type of winding. With the 

double-layer winding, it is well to use a length for V somewhat greater 
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Art. 79 

than the straight overhang of the windings beyond the slot. In this 
manner, the necessary allowance can be made (1) for the flux link,ing 
with the bend at the ends of the coil, and (2) for the fact that the flux 
density does not fall off immediately after the coils leave the slots. This 
is explained in Fig. 92, where a is the straight projection beyond the slot 
of the two coil sides before the upper and lower layers of the winding 
branch off in different directions. The equivalent overhang for use in 
formula (72a), expressed in terms of the dimensions in Fig. 92, is 

Z' = 6 + I (a + c) cm (77) 

79. Total Losses to Be Radiated from Armature Core. The losses 
in the iron stampings teeth and core -are calculated as explained in 
Art. 52 (use curve of Fig. G7). The flux to be carried at full load by the 
core below the teeth is that which will develop the necessary emf as 
obtained from the vector construction of Fig. 90. The radial depth of 
the armature stampings is calculated by assuming a reasonable flux den¬ 
sity in the iron. This w’ill usually be between 50,000 and 60,000 lines 
per sq in. in 60-cycle machines, increasing to 65,000 or even 70,000 in 
25-cycle generators. 



Fio 92 Equivalent overhang of end connections in doul)le-la>er winding 


The permissible density in the teeth, as mentioned in Art. 72, rarely 
exceeds 100,000 lines per sq in. at 60 cycles and 115,000 lines per sq in. 
at 25 cycles. Higher densities may have to be used occasionally, but 
special attention must then be paid to the methods of cooling, in order 
to avoid excessive temperatures. The maximum value of the tooth den¬ 
sity will depend upon the maximum value of the air-gap density, and 
this, in turn, is modified by armature distortion and slot leakage. The 
flux that must enter the core and be cut by the armature inductors is 
knowui, but the amount of flux entering the teeth under each pole face 
is greater, since it includes the slot-leakage flux in the neutral zone, the 
amount of which depends not only upon the current in the armature, but 
also upon its phase displacement {i.e., upon the po\ver factor of the load). 
Then, again, the maximum value of the air-gap flux density depends not 
only upon the average density, but also on the shape of the flux distribu- 
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tion over the pole pitch. It will not be necessary to go into details of 
this nature for the purpose of estimating the temperature rise of the arma¬ 
ture, and a sinusoidal flux distribution may be assumed, making the max¬ 
imum air-gap density 7r/2 times the average value over the pole pitch. 
The calculation of slot-leakage flux will be explained later, and its effect 
may for the present be neglected.* 

As a check on the calculated core loss, the figure of Art. 52 may be 
used; but these values will depend upon whether the copper or the iron 
losses are the more important (i.c., on the relative proportions of iron 
and copper in the machine). Iron losses 50 per cent in excess of the 
average values given on page 140 would not necessarily imply inefficiency 
or a high temperature rise. 

When computing the total losses to be carried away, in the form of heat, 
from the surfa(*e of the armature core, the whole of the copper loss should 
not be added to the iron loss, but only the portion of the total PR loss 
which occurs in the buried part of the winding {i.e., in the active’^ con¬ 
ductors of length /a)- In the case of large machines, it may be necessary 
to make some allowance for eddy-current loss in the armature conductors. 
This loss might be considerable if solid conductors were used; but it is 
usual to laminate the copper f in the slot so that the eddy-current loss due 
to the slot flux is very small. This point must not, however, be over¬ 
looked in large units; and special means may have to be adopted to avoid 
eddy-current loss in the armature conductors. 

The eddy currents in the buried portions of the winding are due to two 
causes: 

1. The flux entering the sides of the teeth through the top of the slot 

2. The slot-leakage flux which the armature conductors themselves 
produce when the machine is delivering current to the circuit 

The loss due to 1 is independent of the load and would be of importance 
in the case of solid conductors of large cross section in wide open slots. 
With narrow, or partially closed, slots, it is negligible; but occasion arises 
when it is advisable to laminate the conductors in the upper part of the 
slot to avoid appreciable loss due to this cause. 

Item 2 may lead to very great additional copper losses if solid conduc¬ 
tors of large cross section are used in narrow slots of considerable depth. 

It is customary to calculate the PR losses at a temperature of 75°C and 
to include in the total copper losses an allowance to cover not only eddy- 

* The amount of the slot>leakage flux, expressed as a percentage of the total flux 
per pole, becomes of importance in well-designed machines only when the pole pitch 
is very small. 

t Transposed Armature Coils in A-C Generators, by S. L. Henderson, Elec, J., 
vol. 23, p. 348, July, 1926. 
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current losses in the armature winding itself, but all stray losses due to 
alternating magnetic fluxes which depend upon the load current. It is 
suggested that the calculated PR losses be increased from 20 to 30 per 
cent in the case of moderate-speed machines of medium size, but for large 
machines, especially steam-turbine-driven units of large output, the 
increase is usually not less than 50 per cent and may be as much as 100 
per cent. With conductors of very large cross section, a considerable 
reduction in eddy-current losses due to skin effect is obtained with bars 
built up of a number of strips in parallel transposed so that each strip 
occupies in turn every position in the cross section of the slot. The 
manner in which the transpositions of the strands forming the conductor 
are obtained varies with different manufacturers. 

80. Cooling and Temperature Rise of Stators. The temperature 
rise of stators of machines with salient-pole rotating field magnets is esti¬ 
mated by using formulas and proceeding generally as explained in the 
Illustrative Example of Art. 60. The cooling surfaces are calculated 
in a similar manner; but with the stationary armature and internal 
rotating field magnets, the belt of active condu(*tors is the inside cylin¬ 
drical surface of the armature; and this is cooled by the air thrown against 
it by the fanning action of the rotor. The cooling coefficient, containing 
the factor v (the peripheral velocity), may be used, just as if the armature 
were rotating instead of the field magnets. The external cylindrical 
surface of the armature core will have no air blown against it (in the self- 
ventilating machine), and the value of v in the formula will be zero. In 
regard to the radial vent ducts, the cooling is not quite so good as when 
the armature rotates, but a blast of air is driven through the ducts, 
and this is effective in carrying off the heat. The difficulty in deter¬ 
mining cooling coefficients that will be applicable to all sizes and types 
of machine stands in the way of obtaining great accuracy in the calcula¬ 
tion of temperature rise. It is, however, suggested that formulas (50) 
and (51) be used and that the temperature rise of stators, as calculated 
by the application of these formulas, be increased 20 per cent. A tem¬ 
perature rise of 45°C is usually permissible. 

High-speed machines, su(;h as turbo-alternators, when provided with 
forced ventilation, are usually totally enclosed, the air passages being 
suitably arranged to prevent the outgoing (hot) air being mixed with the 
incoming (cool) air. Large ducts must be provided for conveying the air 
to and from the machine. A safe rule is to provide ducts or pipes of such 
a cross section that the mean velocity of the air w ill not exceed 2,000 fpm. 

Hydrogen gas as a cooling medium in place of air has been tried and 
found to give such satisfactory results that its use for the cooling of 
turbo-generators may be justified. A great many high-capacity alter¬ 
nators and synchronous condensers, which are totally enclosed in gas- 
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tight casings, are presently in service, with hydrogen as the cooling 
medium, in place of air.* 

81. Illustrative Example. Forced Ventilation of Turbo-generator. 

Calculate (a) the average velocity of the air through the vent ducts; 
(6) the approximate surface temperature rise; and (c) the weight of air 
required per hour of an 8,000-kw 6,600-volt 60-cycle a-c generator direct- 
coupled to a steam turbine running at 1,800 rpm. Assume the following 
dimensions and other particulars. 

The machine is entirely enclosed and cooled by air forced through 
longitudinal ducts in rotor and stator. There are no radial ducts, and 
the cooling air passes from end to end of the machine in a direction gen¬ 
erally parallel to the shaft. The total cross section of all air ducts, 
including the air gap between rotor and stator and also spaces between 
the outside of the stator stampings and the cast-iron casing, is 6.6 sq ft. 
The total surface area of all the ducts in (*ontact with the cooling air is 
130,000 sq in. The total of all the losses to be (*arried away by the cir¬ 
culating air amounts to 200 kw, which includes the losses in the laminated 
iron of the stator and the losses in both stator (armature) and rotor 
(field) windings. 

Calculation a. On the basis of 100 cu ft of air per minute per kilowatt 
(Art. 58) the average velocity in the ducts is (290 X 100)/6.6 = 4,400 
fpm. 

Calculation b. In the absence of detailed particulars regarding the 
construction of the machine, and empirical data relating to the cooling 
coefficients for the different kinds of ducts and surface conditions, we 
may use formula (51) to calculate the average cooling coefficient. This 
will, however, give no more than a rough indication as to whether or not 
there is likely to be overheating of the surfaces in contact with the air. 
The approximate cooling coefficient is Cd = 4,400/100,000 = 0.014 watt 
per sq in. per degree centigrade rise of temperature, whence the approxi¬ 
mate surface temperature rise of the ducts is 

290,000 _ 

0.044 X 130,000 

Calculation c. The weight of a cubic foot of air is about 0.072 lb, 
whence the weight of air passing through the machine per hour is 60 X 
(290 X 100) X 0.072 = 125,000 lb, or 623^2 tons. It is interesting to 

* Knowlton, Rice, and Freibukghouse, Hydrogen as a Cooling Medium for Elec¬ 
trical Machinery, Trans. AI EE, vol. 44, pp. 922-932, 1925; D. S. Snell, The Hydro- 
gen-cooled Turbine Generator, Trans. AI EE, vol. 59, pp. 35-45, January, 1940; 
R. B. Roberts, Hydrogen Cooling for Turbine Generators, West. Eng., vol. 7, no. 5, 
pp. 138-142, September, 1947; C. J. Fechheimer, Liquid Cooling of A-C Turbine 
Generators, Trans. AIEE, vol. 69, pp. 165-170, 1950. 
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note that the weight of cooling air which passes through a steam-turbine- 
driven generator in 1 hr is frequently appreciably greater than the total 
weight of the machine. 

82. Illustrative Example. Design of Armature (Stator) of A-C 
Generator. Design the armature of the turbo-generator described in 
the following specification: 


Output, kva. 

Number of phases. 

Terminal voltage. 

Power factor of load. 

Frequency. 

Type of drive. 

Speed, rpm. 

Inherent regulation. 

Kxciting voltage. 

Permissible temperature rise after 6-hr, full¬ 
load run (by thermometer). 

Ventilating fan. 


8,000 

3 

6,600 

0.8 

60 

Steam turbine 
1,800 ^ 

Within 25 per cent rise when full load is 
thrown off 
130 

45°C 

Independently driven (not part of 
generator) 


Turbo-alternators have been built in America in sizes exceeding 100,000 
kva output at 1,800 and 3,600 rpm. Machines of PJuropean design have 
been built in single units larger than 100,000-kva output at speeds of 1,600 
and 3,000 rpm. With the great weight of the slotted rotors, carrying 
insulated exciting coils and traveling at very high peripheral velocities, 
new problems have arisen, and these problems should be seriously 
studied by anyone proposing to take up the design of modern electrical 
machinery. Engineering textbooks may constitute a basis of necessary 
knowledge; but, with the rapid advance in this field of electrical engineer¬ 
ing, the information of greatest value (apart from what the manufacturing 
firms deliberately withhold) is to be found in current periodical publica¬ 
tions, including the papers and discussions appearing in the journals of 
the engineering societies. 

Since it will not be possible to discuss the mechanical details of turbo¬ 
alternator designs in these pages, a machine of small size (8,000 kva) has 
been chosen, and the peripheral speed of the rotor will not be permitted 
to exceed 18,000 fpm. The mechanical difficulties will, therefore, not 
be so great as in some of the larger machines running at higher peripheral 
velocities, and the electrical features of the design will be considered 
alone, reference being made to mechanical details only as occasion may 
arise. 

Although this problem deals with the design of an armature for a high¬ 
speed machine provided with a cylindrical field magnet, an attempt will 
be made to render it of use in the design of armatures for slow-speed 
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salient-pole machines, and, with this end in view, the items in the design 
sheet as shown on page 199 are arranged so as to cover both types of 
machine. 


CALCULATIONS 


Items 1 to 12. With a frequency of 60 cycles per sec and a speed of 
1,800 rpm, the number of poles is 

2 X 60 X 60 . 

P = —MOO— = ^ 

At a peripheral velocity of 18,000 fpm, the diameter of the rotor would 
be (18,000 X 12)7(1,800 X tt) = 38.2 in. 

Since the air gap is not likely to be much less than 1 in., let us decide 
upon an internal diameter of the armature D = 40 in. (item 11) and deter¬ 
mine the exact dimensions of the rotor after the air gap has been decided 
upon. 

The line current (item 4) is 


7 = 


8,000,000 


and, if we select the star connection of phases, this is also the current per 
phase winding (item 8). 

The volts per phase are G,600/\/3 = 3,810. 

Referring to Art. 71 for values of the specific loading, we find that the 
average value there suggested is q — 860. 

The pole pitch (item 12) is 


and since 


TT X 40 


31.416 in. 


(TI), 


= [( 


TrD\ (Z'h\ r 

p )\vD)2_ 



the approximate armature ampere-turns per pole (item 9) will be 


iTI)a = 


31.42 X 860 
2 


13,500 


Referring to Art. 72, we can get a preliminary idea of the required 
length of air gap. We shall, in this design, deliberately select a high 
value for the air-gap flux density and, if necessary, saturate the teeth of 
the rotor while keeping the density in the armature teeth within reason¬ 
able limits to prevent excessive hysteresis and eddy-current loss. Let us 
try Bg = 39,000 lines per sq in., which is higher than the upper limit of 
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the range suggested in Art. 72.. The principal advantage of using high 
flux densities is that the axial length of the rotor can thus be reduced; 
but, if it is found later that the selected value of B” leads to unduly high 
flux density in the teeth, it will have to be modified. By formula (70) 
on page 180, we have 

b = 1.25 — 39 -QQQ— = 0 . 866 , or (say) ^ m. 

In the case of medium-speed salient-pole designs, the peripheral veloc¬ 
ity would not be decided upon by merely selecting the upper limit of 
8,000 fpm as given in Art. 68 . This has to be considered in connection 
with the pole pitch (see Art. 71), a preliminary diameter of rotor being 
selected in keeping with what seems to be a reasonable pole pitch. A 
few rough calculations will very soon show whether or not the tentative 
value of r will lead to a suitable axial length of armature core. 

Items 15 to 20. On the basis of g = 860, the number of conductors 
per phase would be 

With four slots per pole per phase, and three conductors in each slot, 
we have Z = 3X4X4 = 48, which is close enough to the desired value. 
Furthermore, the fact that each slot will contain three conductors, an 
odd number, means that only a single-layer winding is possible; a double¬ 
layer winding always involves an even number of conductors per slot. 
Each of the eight coils per phase will, therefore, have three turns in series 
[48/(2 X 8 ) = 3]. To construct such a single-layer winding in a 48-slot 
core requires a coil span of 13 slots; i.e,, the coil pitch must be from slot 1 
to slot 14, from an odd-numbered to an even-numbered slot. Such a 
pitch, one slot beyond full pitch, is electri(;ally ecjuivalent to a frac.tional- 
pitch winding each of whose coils is one slot short of full pitch or 180 
electrical degrees. Therefore, ¥ — sin (165/2) = 0.991. Also, with 
three slots per pole per phase, k = 0.958. Heiuje d = 0.991 X 0.958 = 
0.950. 

A complete diagram showing the coil arrangemeiil and winding con¬ 
nections is given in Fig. 93. 

For item 19 we have X = 31.416/12 = 2.62 in., giving a corrected value 
for peripheral loading of 

700 X 3 , 

q = 2 62 ~ "" (approx) 

Items 21 to 24. For the purpose of calculating the flux required on 
open circuit, we may use formula (64o) of Art. 69, where *= 
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Fig. 93. Winding diagram for Illustrative Example of Art. 82. 
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OjOGOZ-v/S- The required flux per pole is, therefore, 

^ ^ _ 6,600 X 10» _ 

\/Z X 2.22 X 0.950 X 60 X 48 
= 62.7 X 10* maxwells 

With the assumed value of 39,000 lines per sq in. for B", the axial length 
of armature core will be 

, 62.7 X 10* _ . , , . 

This is a short armature for a machine with a rotor 38.25 in. in diam¬ 
eter; but it is what we are aiming at, and, if the field winding can be 
accommodated in the space available, the design should be satisfactory. 

We shall attempt to ventilate this generator by means of axial air duets 
only, which is admittedly not in accordance with modern practice for the 
larger steam-turbine-driven generators but should be satisfactory in con¬ 
nection with this machine of comparatively small size. If, then, there 
are no radial air spaces, the net length of iron in the armature core will 
be approximately In = 0.92Zo = 40.8 in (Art. Ki); but these dimensions 
cannot be finally decided upon until the slot proportions and tooth den¬ 
sities have been settled. 

Items 25 to 30. As previously pointed out, a single-layer winding must 
be used (see Art. 73). The current density in the armature windings 
cannot be determined by the empirical formula of Art. 74, because this 
is not applicable to speeds higher than 8,000 fpm, and, in any case, the 
conditions of cooling in an enclosed machine with forced ventilation are 
not the same as for a self-ventilating generator. In a turbo-alternator 
there is usually plenty of room for the armature conductors, the chief 
trouble being with the rotor winding which may have to be worked at a 
high current density. There is no definite rule for the most suitaVile 
current density in the armature conductors, the permissible copper cross 
section being dependent on the length of armature core, the position and 
area of the vent ducts, and the supply of air that can economically be 
passed through the machine. The spe(‘ific loading will obviously have 
some effect on the allowable current density in the copper; and, as a 
guide in making a preliminary estimate, we may use the formula 

^ ^ 1 , 000,000 

Q 

which gives us for item 26 a current density of 2,000 amp per sq in. of 
armature copper. 

It is well to laminate the conductors in a direction parallel to the slot- 



SYNCHRONOUS GENERATORS 


203 


Art. 82 

leakage flux, and we may build up each conductor of four flat strips each 
^ by 0.14 in., giving a total cross section of 0.35 sq in. per conductor. 

There will be 12 copper strips in each slot, the total thickness, including 
the cotton insulation, being about 1.92 in. To determine the slot insu¬ 
lation, formula (16) in Art. 13 cannot be used since it applies to machine 
voltages below 2,000; for voltages between 6,000 and 14,000 a formula 
which agrees with modern practice is 

E 

Thickness of slot insulation (one side) in mils = 50 + 

oo 


The slot insulation will, therefore, be 50 + (6,600/55) = 170 mils, and 
the total slot space for winding and insulation will be 1 in. wide by 234 





Fig. 94. Details of armature (stator) slot, Illustrative Example, Art. 82. 


deep. The thickness of wedge might be % in., and we shallj in this design, 
allow an extra slot depth of 13 -^ in. above the wedge^ with a view to increasing 
the slot inductance^ and so limiting the instantaneous rush of current in 
the event of a short circuit. This increased armature inductance might 
have been obtained by using a smaller width and greater depth of copper 
conductor; but, inasmuch as the width of tooth will probably be sufficient, 
the proposed design of slot (as shown in Fig. 94) has the advantage that 
the eddy-current loss in the armature inductors will be very small. 

The width of copper strip has been selected to fit into the 1-in. slot, 
because this seems to provide a suitable cross section for the stator tooth. 
Thus, a section halfway down the tooth, or (say) 2 in. from the top, will 
have a diameter of 44 in., and the average width of tooth will be [(ir X 
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44)/48] — 1 = 1.88 in. On the basis of B'' = 38,800 lines per sq in., 
and a sinusoidal flux distribution over the pole pitch, the apparent^' 
tooth density (item 30) would be 


^ Xia tt X 38,800 X 2.62 X 51 
2 tin 2 X 1.88 X 46.8 


92,000 lines per sq in. 


which is not too high (see Art. 72). 

Items 31 to 35. Assuming a flux density of 55,500 lines per s(| in. in 
the armature core (see Art. 79), the net radial depth of stampings below 
the slots will be 

62.7 X 10^ - io 1 • 

2X55,500 X 46 8 'i"- 


The actual radial depth should be greater than this to allow" for the reduc¬ 
tion of section due to the presence of axial vent ducts. In this particular 
machine it is proposed to ventilate, if possible, with axial ducts only, and 
a fairly large cross section of air passages must, therefore, be allowed. 
An adequate supply of air wdll probably be obtained it the total cross 
section of air duct through the body of the stampings in square inches 
is not less than 0.005 X cubic inches of iron in stator below slots. In 
this case the volume of iron in the stator ring will be approximately 
7r(48 25 + 12.1) X 12.1 X 46.8 = 107,500 cu in.; and the total cross sec¬ 
tion of air ducts in the stampings should be 0.005 X 107,500 = 537.5 
sq in. 

The actual radial depth of stamping below the teeth can be (*alculated 
by assuming that the air ducts reduce the gross depth by an amount 


537.5 


537. 


equal to- - . - —^-? or (say) Let us make 

average circumlerence ‘ tt X 62 

the depth Ra (item 32) = 14 in. and provide vent ducts arranged gen¬ 
erally as shown in Fig. 95, where there are 10 holes per slot, each IJ^ in 
in diameter, making a total air duct cross section in the armature stamp¬ 
ings of {t/4) X (1.25)2 X 10 X 48 = 589 sq in. 

The weight of iron in core (item 33), is 


0.28 X 46.8 X {7r[(38.125)2 - (24.125)2] ~ 589} = 28,000 lb (approx) 


The weight of the iron in the teeth (item 34) is 


0.28 X 46.8 X {7r[(24.125)2 - (20)^] - (48 X 1 X 4.125)} = 4,900 lb 


Taking the approximate flux densities as previously caUnilated (items 
30 and 31), and referring to the iron-loss curve (Fig. (>7), the iron loss 
per pound for carefully assembled high-grade armature stampings is 
found to be 6.35 and 2.45 watts in teeth and core respectively.* The 
* The figures as read off the curve have been reduced 20 per cent. 
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loss in the teeth* is, therefore, 6.35 X 4,900 = 31,100 watts, and in the 
core below the slots, 2.45 X 28,000 = 68,600 watts, making a total iron 
loss of (say) 100 kw, or 1.25 per cent of the rated kilovolt-ampere output. 

Items 36 to 39. In a machine of so large an output as the one under 
consideration, the weight and cost of copper should be determined by 
making a drawing of the armature coils and carefully measuring the length 



Fi(, 95. Armature stampmji; of 8,()00-kva turbo-alternator, Illustrative Example, 
Art. 82 

required. Since this design is being AM)rked out for the purpose of illus¬ 
tration only, we shall use the formula (71) of page 188 and assume the 
length per turn of armature winding (item 36) to be 

(2 X 51) + (2.5 X 31,42) + (2 X 6.6) + 6 = 199.8 in. 

It will be safer to use the hgure 210 in. for this mean length, because all 
the coils will probably be bent back and secured in position by insulated 
clamps in order to resist the mechanical forces which tend to displace 
or bend the coils when a short circuit occurs. 

The cross section of the conductor (four strips in parallel) is 0.35 sq in., 
or 445,000 cir mils. The number of turns per phase is 24, and, since the 
resistance per circular-mil-inch at 60°C^ is 1 ohm, the resistance per phase 
at 60°C is (210 X 24)/445,000 = 0.01135 ohm. The IR drop per phase 
(item 38) is 0.01135 X 700 = 7.95, or (say) 8.4 volts, in order to include 

* It is hero assumed that the apparent flux density at the center of tooth is about 
the same as the actual flux density at a point one-third of the slot depth measured from 
the narrow end of the tooth, which is the section recommended for tooth-loss calcula¬ 
tions in Art. 62. 
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the effect of eddy currents in the conductors. The PR loss in armature 
winding (item 39) is 3 X 0.01135 X (700)* = 16,700 watts, which should 
be increased about 50 per cent (see Art. 79) to cover sundry indeterminate 
load losses. The total full-load armature copper loss may, therefore, be 
estimated at 25 kw, or 0.31 per cent of the rated full-load kilovolt-ampere 
output. 

Items 40 and 41. These are included because they would be required 
in connection with the design of a self-ventilated, slow-speed, open-type 
generator for which the calculations are made generally as for a d-c gen¬ 
erator (refer to Art. 60). In the case of a turbo-alternator cooled by 
forced ventilation, the necessary supply of air to be passed through the 
machine would be calculated after all the losses, including those in the 
rotor field windings, have been determined. 

Items 42 and 43. The reactive voltage drop per phase due to the 
cutting of the end flux cannot be predetermined accurately; but we may 
use the empirical formula (75) of Art 78, wherein the symbols have the 
following numerical values: 

n = 3, fc = 3.5, d = 0.950, / = 60, n* = 4, C. = 3, p = 4 

The equivalent average projection of the winding beyond the ends of the 
slots may be computed by noting that, with a mean length per turn of 
210 in., the average projection beyond ends of slots will be 


210 - 2(51 -h 31,42) 
4 


X 2.54 = 28.7 cm 


Since we have a single-layer winding, the factor t/2 must be introduced 
into the formula (75), whence—with the current Ic = 700- the reactive 
voltage due to cutting of end flux, with full-load current per phase, is 


700 X I X 3 \/2 X 3.5(0.950)’' 60(4 X 3)M X 28.7 X 10 * 

= (say) 150 volts 

We are now in a position to draw a vector diagram similar to Fig. 90 
and calculate the length of the vector OEd which represents the full-load 
developed voltage and is, therefore, a measure of the flux actually cut by 
the conductors at full load. (The flux entering the teeth through the 
air gap is somewhat greater, since it must include the slot-leakage flux 
which is not cut by the conductors and, therefore, does not produce an 
emf in the armature windings.) The numerical values of the (*omponent 
vectors are: 

OEt = 3,810 EtP = 8.4 PEd = 150 

The angle 6 is 36®0'52", since the power factor cos 6 is specified as 80 per 
cent. Thus, the full-load developed voltage (item 43) is 
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OEi = y/{OEt cos B + EJ>y + {OEi sin B + PEaY 
= 3,910 volts 

This is the last item called for in the design sheet, and all the (juantities 
required in connection with this problem have been calculated. 

The design of the field magnet (rotor) for this machine will be taken up 
at the close of the next chapter. 

TEST PROBLEMS 

1. (a) At what speed must an 8-pole 60-cycle alternator be driven? (b) What is 
the pole pitch in inches, if the peripheral velocity is 6,000 fpm? 

Ans. (a) 900 rpm, (b) 10. 

2. An alternator runs at a peripheral speed of 6,600 fpm, and it has 8 poles. The 
speed is 900 rpm. Calculate (a) the frequency, (b) the pole pitch. 

Ans. (a) 60 cycles, (h) 11 in. 

8 . A 12-pole alternator runs at 250 rpm and has a pole pitch of 16 in. Calculate 
(a) the frequency, (b) the peripheral velocity. Ans. (a) 25 cycles, (h) 4,000 fpm. 

4 . Given the following alternator data: axial length of armature (gross) = 15 in.; 
sinusoidal flux distribution over armature surface, with maximum value of 7,000 gauss; 
flux per pole = 3,600,000 maxwells. Calculate the pole pitch in inches. Ans. 8.35. 

6. Given: alternator with maximum air-gap flux density of 7,400 gauss; pole pitch 
~ ().25 in.; axial length of armature = 10 in.; flux distribution sinusoidal. Calculate 
the flux per pole. Ans. 1,895,000 maxwells. 

6. Calculate the output in kilowatts of a three-phase star-connected generator 

on a load of power factor 0.8, when the volts between line and neutral point are 3,200, 
and the current per phase is 110 amp. Ans. 845 kw. 

7. A 3-phase 250-kva alternator is delivering power at 80 per cent power factor. 

All three phases are equally loaded, and the line voltage is 2,200. Calculate the full¬ 
load current in the armature windings (a) if the windings are delta-connected, (5) if 
the windings are star-connected. Ans. (a) 37.9 amp, (6) 65.6 amp. 

8 . Given: three-phase generator, specific loading = 573; armature diameter ~ 4 ft; 

star-connected windings; 12 poles; 2 slots per pole per phase; line current « 100 amp. 
Calculate the number of inductors per slot. Ans. 12. 

9 . The line current of a 2,200-volt 3-phase generator operating at 85 per cent 
l)ower factor is 247 amp. Calculate (a) the output in kilowatts, (b) the armature 
current when the windings are delta-connected. Ans. (a) 800 kw, (b) 142.5 amp. 

10 . Given a 3-phasc Y-eonnected 2,200-volt generator, with an armature diameter 
of 4 ft and specific loading of 400 amp-conductors per inch of armature periphery, 
delivering 100 kw on 70 per cent power factor. Calculate (a) the amperes per phase 
in the armature winding, (6) the number of inductors per phase. 

Ans. (a) 37.5 amp, (b) 536. 

11. Given: flux per pole * 1,900,000 maxwells; pole pitch =* 6.25 in.; gross length 

of armature core * 10 in. Calculate the maximum value of the air-gap density if the 
flux distribution is sinusoidal. Ans. 47,800 lines per sq in. 

12 . A certain 3-phase 2,200-volt star-connected generator has 7 inductors per slot, 
2 slots per pole per phase, 36 poles, and is driven at 200 rpm. Calculate the no-load 
flux per pole on the assumption of sinusoidal flux distribution over the pole pitch. 

Ans. 1,960,000 maxwells. 

18 . A 3-phase 600-volt delta-connected 60-cycle 16-pole generator has 1 slot per 
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pole per phase with a total of 480 inductors per phase, the form factor being 1.15. 
Calculate the useful flux per pole. Ans. 905,000 maxwells. 

14. Given: 8-phase star-connected, 2,200-volt 60-cycle generator, with 10 poles, 
2 slots per pole per phase, a sine wave emf, and a flux per pole of 3,800,000 maxw(41s. 
Calculate the number of inductors in each slot. Am. 13. 

16. Given: flux per pole = 1,500,000 maxwells; sine-wave flux distribution; pole 
pitch = 8 in.; length of armature core (gross) = 7?4 in.; length of armature core 
(net) * 6)^^ in.; tooth pitch - 2 in.; tooth width (average) = 1 in. Calculate the 
maximum value of the apparent flux density in the t(^eth. 

Alls. 90,700 lines per sq in. 

16. Given: ampere-turns per pole to overcome air-gap reluctance = 7,000; average 

air-gap density over slot pitch at center of pole = 7,500 gauss; pcTineance of air gap 
over area of slot pitch at center of pole = 50; slot pitch = 1^2 im Calculate the 
gross length of armature core. Ans. 6.06 in. 

17. Given: flux per slot pitch at center of pole = 580,000 maxwells; slot pitc^h = 

1.5 in.; axial lengtli of armature core (gross) = 10 in.; amp(Te-turns required 1o over¬ 
come reluctance of air gap at center of pole = 8,000. Calculate the average* permeance 
per square centimeter of the air gap under center of pole. Ans. 0.597. 

18. Given: A - (700,000A/) + (r/5) being the current density (in amperes per 
square inch) in tlie armature conductors of a 3-phase star-connected 8-pole g(‘n(*rator 
with pole ])itch = 12 in.; frccpiency = 60; line cuirent = 100 amp; 3 slots per pole 
per phase; 6 inductors per slot; gross axial length of armature = 12 in.; I(*ngth of 
^‘active” copper = 50 per cent of total. Calculate {a) tlu* size* of armature* wire in 
circular mils, (b) the rcbistance per phase winding. (Assume a tempe'ratiire* of 60 ®(a) 

Ans. (a) 42,500, (b) 0.0814 ohm. 



CHAPTER 8 


SYNCHRONOUS GENERATORS (Continued) 

FIELD MAGNET DESIGN—ARMATURE REACTION 

83. The Magnetic Circuit. Except for the fact that the field magnets 
usually rotate, the design of the complete magnetic circuit of an a-c gen¬ 
erator differs little from that of a d-c dynamo. Given the ampere-turns 
required per pole, and the voltage of the continuous-current circuit from 
which the exciting current is obtained (usually about 125 volts), the pro¬ 
cedure for calculating the size of wire required is the same as would be 
followed in designing any other shunt coils (see Illustrative Example of 
Art. 50). When estimating the voltage per pole across the field winding, 
a suitable allowance must be made for the pressure absorbed by the 
rheostat in series ^\ith the field windings. The exact amount of excita¬ 
tion required under any given condition of loading can, of course, be 
determined only after the complete magnetic circuit has been designed. 

In the absence of reliable data on any particular type and size of self- 
ventilated machine, the curve of Fig 96 may be used for selecting a suit¬ 
able cooling coefficient. The cooling surface considered includes, as 
before, the inside surface near the pole core and the two ends, in addition 
to the outside surface of the coil. It is to be understood that the cooling 
coefficient obtained from Fig. 96 is approximate only, being an average of 
many tests on different sizes and shapes of (*oils on rotating field magnets. 

In determining the amount by which the pole must project from the 
yoke ring, it is well to allow about 1 in. of radial length of winding space 
for every 1,500 amp turns per pole recpiircd at full load (^.e., estimated 
maximum excitation). An effort should be made to keep the radial pro¬ 
jection of the poles as small as possible in order to prevent excessive 
magnetic leakage (refer to Arts. 41 and 42). 

The current density in the field-magnet windings of salient-pole, rotat- 
ing-field, a-c generators is usually between 1,100 and 1,600 amp per sq in. 

The required useful flux per pole being known, the flux to be carried 
by pole core and yoke may be calculated if the leakage factor is known. 
The leakage coefficient will be low in machines with large pole pitch, and 
high in the case of slow-speed engine-driven generators with a large num- 

*>09 
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her of closely spaced poles. The following approximate values may be 
used for estimating the flux in poles and yoke ring. 


High values; to be selected when pole pitch is small, and radial length of 

pole core great in proportion to width. 1.35 to 1.45 

Average values; for pole pitch 8 to 12 in. and length of winding space 

about equal to width of polo core. 1.25 to 1.35 

Tx)W values; for large pole pitch and small radial length of pole core .... 1. J5 to 1.25 


Provided a reasonably high leakage factor has been used, the cross 
section of the poles and yoke of good dynamo steel may be calculated 
for a flux density of 85,000 to 100,000 lines per sq in. 



Peripheral speed of (salient pole) rotor-feet per minute 
Fig. 96. Cooling coefficient for field windings of rotating field alternators. 

Bearing in mind the above-mentioned points, the open-circuit satura¬ 
tion curve—connecting ampere-turns per pole and resulting terminal 
voltage—can be calculated and plotted exactly as in the case of a con¬ 
tinuous-current dynamo with rotating armature and stationary poles (see 
Art. 49 and Illustrative Example of Art. 50). 

84. Shape of Pole Face—^Distributed Field Windings. When an 
alternator is provided with salient poles, the open-circuit flux distribution 
over the pole pitch can be made to approximate a sine curve by suitably 
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shaping the pole face. Figure 81 illustrates one pole-face shape that 
yields fair results. Another method, that of increasing the air-gap reluc¬ 
tance from the center outward, is illustrated in Fig. 97. The ‘'equiva¬ 
lent'^ air gap at center of pole face is calculated as explained in Art. 35 
[formula (37a) or (375)], and the equivalent gap at any other point under 
the pole is made equal to S^/cos a, where ot is the angle in electrical space 
degrees between the center of pole and the point considered. The pole 
face would extend about 56 electrical degrees on each side of the center, 
the'pole tips being rounded off with a small radius. In practice, the 
curve of the pole face would probably not conform exactly with this 
cosine law; it would generally be a circular arc, not concentric with the 



Fig. 97. Method of shaping pole face of salient-pole alternator. 

bore of the armature, but with the center displaced so that the air gap 
near the pole tip would be approximately as determined by the method 
here described. When the length of the air gap does not increase so 
rapidly near the pole tips as when the shape of pole shoe follows this 
so-called cosine law, the pole arc may be somewhat greater, and a pole 
arc equal to 65 or even 70 per cent of the pole pitch is not uncommon in 
modern designs. 

With the cylindrical field magnet it is not usual to shape the pole face. 
The clearance between the tops of the teeth on armature and rotor would 
have a constant value, the proper distribution of flux over the armature 
surface being obtained by spreading the field coils over the periphery of 
the cylindrical rotor. From 15 to 25 per cent of the pole pitch is left 
unwound at the center of the pole. This unwound portion is usually slot¬ 
ted, but it can be left solid if it is desired to reduce the reluctance of the 
air gap at the center of the pole face while yet retaining the cylindrical 
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form of rotor. One feature of equally spaced slots over the surface of 
the rotor is that there are no sudden changes in the air-gap permeance— 
the average value of which is then the same at all points on the periphery. 
An argument in favor of slotting the unwound portion of the pole face 
is that the field may be stiffened'^ by using high flux densities in the 
teeth. 

Figure 98 is a section through part of the slotted rotor of a four-pole 
turbo-alternator. 



Fio. 98. Rotor of four-pole turbo-alternator, with radial slots. 


86. Magnetomotive Force and Flux Distribution with Cylindrical Field 
Magnet. If the whole surface of the rotor is provided with equally 
spaced slots, the average permeance of the air gap between stator and 
rotor will have a constant value for all points on the armature periphery. 
This condition is represented in Fig. 99, if the center portion of the pole, 
of width Wj is slotted as indicated by the dotted lines. This constant 
average air-gap permeance can be calculated within a close degree of 
approximation by making conventional assumptions in regard to the path 
of the magnetic lines, as was done in the case of the salient-pole machine 
when deriving formula (37) on page 92, giving the permeance at center 
of pole. The flux lines are supposed to be made up of straight lines and 
quadrants of circles; and, if the permeance over one tooth pitch is worked 
out for different relative positions of field and armature, very satisfactory 
results can be obtained by this method. It will usually suffice to make 
the calculations for one tooth pitch in the position of greatest permeance, 
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and again in the position of least permeance. The average of these cal¬ 
culated values, divided by the area of the tooth pitch in square centi¬ 
meters, will give the average value of the air-gap permeance per sc^uare 
centimeter of the armature surface. More accurate results may be 
obtained by plotting the flux lines and equipotential surfaces as explained 
in Chap. 5 (see also Fig. 41). 

Under this condition of constant air-gap permeance, the flux distribu¬ 
tion on open circuit will follow the shape of the mmf curve; but, in any 
case, since B = mmf X permeance per square centimeter, the air-gap 
flux distribution can always be obtained when the mmf distribution is 



Fig. 99. Mmf over polo pitch, duo to distributed field winding. 


known. Thus, if the portion W of the pole (Fig. 99) is not slotted, the 
permeance curve, instead of being a straight line of which the ordinates 
are of constant value, would be generally as shown in Fig. 100. From 
these values of the permeance per square centimeter of armature surface, 
curves such as those of Fig. 50 can be drawn, so as to include the reluc¬ 
tance of the armature teeth. From all points on the armature between 
A and B, and C and D (Fig. 100), the average air-gap permeance would 
have the value AA\ Over the central portion W it would have the value 
EE'y while, in the neighborhood of the points B and C, it may be assumed 
to have an intermediate value as indicated by the ordinate BB\ 

If the depth of the slots in the rotor has been decided upon and the 
number of ampere-conductors in each slot determined, the distribution of 
mmf over armature surface due to the field winding can readily be plotted, 
as in the lower sketch of Fig. 99. Thus the ampere-turns in the coil 
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nearest the neutral zone are represented by the height AB, those in the 
middle coil by 5C, and those in the smallest coil by CD. The broken 
straight line so obtained is best replaced by the dotted curve, which takes 
care of fringing and represents the average effect. This curve, being the 
open-circuit distribution of mmf over armature surface for a given value 
of exciting current, must be combined with the curve of armature mmf 
to obtain the resultant mmf under loaded conditions. 

86. Armature MMF in A-C Generators. In a continuous-current 
machine the current has the same value in all the armature conductors, 
and Fig. 51 shows how the armature mmf follows a straight-line law over 
a zone equal to the pole pitch, this being the distance between brushes 
referred to armature surface. In a-c and polyphase generators the curve 
of armature mmf can no longer be represented graphically by straight 
lines, as in Fig. 51, because the value of the current will not be the same 
in all the conductors included in the space of a pole pitch. 



A EEC D 


Fig. too. Distribution of air-gap permeance in turbo-alternator when unwound por¬ 
tion of pole face is not slotted. 

If the polyphase synchronous generator is considered first, and a sinus¬ 
oidal current wave assumed, it is an easy matter to draw a curve rep¬ 
resenting the armature mmf at any particular instant of time, provided 
the phase displacement—or position of the conductors carrying the maxi¬ 
mum current—relatively to the center line of the pole is known. If this 
be done for different time values, a number of curves will be obtained, 
all consisting of straight lines of varying slopes, the length of which in 
relation to the pole pitch will depend on the number of phases for which 
the machine is wound. The average of all these curves will be a sine 
curve of which the position in space relatively to the poles is constant 
and exactly 90 electrical space degrees behind the position of maximum 
current. 

The method of drawing the curve of armature mmf for any instant of 
time is illustrated in Fig. 101, where the upper diagram shows the dis¬ 
tribution of mmf over the armature periphery of a three-phase generator 
at the instant when the current in phase 2 has reached its maximum 
value. If the power factor is unity (load noninductive), the current 
maximum will occur simultaneously with the voltage maximum (i.e., 
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Art. 86 


when the belt of conductors is under the center of the pole face), as shown 
in the diagram. A low power factor would cause the current to attain 
its maximum value only after the center of the pole has traveled an 
appreciable distance beyond the center of the belt of conductors. 

The vector diagram on the right-hand side of the upper figure shows 
how the value of the current in phases 1 and 3, at the instant considered, 




Fig. 101. Instantaneous values of armature ampere-turns. 


will be exactly half the maximum value; and the magnetizing effect of 
phase 1 or 3 is, therefore, exactly half that of phase 2. The angle of 60® 
between vectors representing three-phase currents—^with a phase dis¬ 
placement at terminals of 120®—^is accounted for by the fact that the 
angular displacement between adjoining belts of conductors is only 
18^ = 60 electrical degrees; but the connections between the phase 
windings are so made as to obtain the phase difference of 120® between 
the respective emfs. Thus, the reversal of the vector 1 in the diagram 
would cause it to lead vector 2 by 120® instead of lagging behind by 60®; 








216 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 8 

and the reversal of the veetor 3 would cause it to be 120° behind vector 2 
instead of 60° ahead. 

The lower diagram of Fig. 101 shows the armature mmf one-twelfth of 
a period later (t.e., when the poles have moved to the left, or the conduc¬ 
tors to the right, 30 electrical space degrees). The current in phases 1 
and 2 now has the instantaneous value i = cos 30 = 0.866/max, while 
the current in phase 3 is zero. If several curves of this kind are drawn, 
it will be found that the instantaneous values of mmf at any point on the 
armature periphery (considered relatively to the poles) differ very little 
from the average value; in other words, the pulsations of flux due to 
cyclic changes in the mmf will, in a three-phase machine, be negligibly 
small. For this reason, and also in order to shorten and simplify the 
work, the armature mmf of a polyphase generator may conveniently be 



Corresponding to brush shift in d-c machines 

Fig 102 Method of obtaining curve of armature mmf from curve of current distri¬ 
bution 

studied by assuming a large number of conductors, and a number of 
phases equal to the number of conductors in the space of one pole pitch. 
Thus, the ordinates of curve I of Fig. 102 (assumed to be a sine curve) 
give the value of the current in the various conductors distributed over 
the armature surface. It is understood that the current in each indi¬ 
vidual conductor varies according to the simple harmonic law; but it is 
constant in value for any given point on the armature surface considered 
relatively to the poles. The direction of the current in the conductors 
between the points A and B may be considered as being downward, while 
the direction of the current in the adjoining sections of width r would 
be upward. The maximum value of the armature mmf, therefore, 
occurs at the points A and B, where the current has zero value, while 
the zero value of mmf must occur at the points 0 and O', where the cur¬ 
rent is a maximum. 
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The value of the armature ampere-turns per pole at any intermediate 
point C is equal to the ampere-conductors in the space OC, because the 
magnetizing effect of the (upward) current in the space CA is balanced 
by that of the (downward) current in the space AC' of equal width, 
leaving as the effective ampere-turns per pole at the point C a band OC 
of conductors, carrying currents in a positive direction, and an equal 
band C'O' of conductors carrying the same average amount of current 
in a negative direction. The ampere-conductors in the space of width 
dB are 

7 

1 max COS B X 

pir 

where Z' stands for the total number of inductors on the armature 
periphery (all phases), and B is expressed in radians. It should be noted 
that we are considering electrical space angles and r = 180° = tt radians, 
which accounts for the quantity pir in the denominator of the above 
quantity. Thus, 


Ampere-conductors) _ j Z' f 
in space OC ) ^ jo 


e 2a' 

cos B dB = — I„ 

irp 


sin B 


This expression indicates that, with an unlimited increase in the number 
of inductors (and phases), the armature mmf curve of Fig. 102 will be 
a sine curve when the current variation follows the sine law. 

The maximum value of the armature ampere-turns is obtained by put¬ 
ting B = 7r/2, whence 

Z' . V2Z' 


{TI)a = ^ 

irp 


wp 


Ir 


(78) 


where h stands for the effective or rms value of the current in the arma¬ 
ture conductors. 

This formula may be compared with formula (10) on page 15, which 
refers to d-c ma(*hines. If C, = number of series conductors per slot. 
Us = number of slots per pole per phase, and n = number of phases, the 
total number of armature inductors is Z' = ?in/\p, and formula (78) 
may be written: 

nnX\ 


{ri)a = \/2 

Since the number of slots per pole 


(78a) 


nn« = 


ttD 

Xp 


the formula may be expressed more conveniently in terms of the armature 
diameter D and the tooth pitch, as follows: 


(786) 
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The angle of displacement (Fig. 102) of the armature mmf curve 
relatively to the center line of pole depends upon the internal' power 
factor, and also upon the displacement of the wave of developed emf, a 
displacement or distortion which is due to cross magnetization. The 
angle P is not very easily predetermined, but, once known or assumed, 
the curve of armature mmf can be drawn in the correct position in relation 
to the curve of field mmf; and the resultant mmf over the armature sur¬ 
face can thus be obtained. An approximate method of predetermining 
the displacement angle for any load and power factor will be explained 
later. 

87. Armature MMF of Single-phase Alternator. When single-phase 
currents are taken from an armature winding, the mmf due to this wind¬ 
ing as a whole must necessarily be of zero value at the instant of time 
when the current is changing from its positive to its negative direction. 
This suggests that the magnetizing effect of the loaded armature will be 
pulsating; that it to say, it cannot be of constant strength at any given 
point considered relatively to the poles, whatever may be the phase 
displacement of the current relatively to the developed voltage. If the 
change of current in any given conductor be considered over a complete 
cycle, and if at the same time the position of this conductor relatively 
to the poles be noted, it will be seen that, in relation to the field magnet 
system, the armature windings produce a pulsating field of double the 
normal frequency. The actual flux component due to the armature cur¬ 
rents will not, however, pulsate to any appreciable extent, because the 
tendency to vary in strength at comparatively high frequencies is checked 
by the damping effect of the field coils, even if the pole shoes and poles 
are laminated. 

No modern single-phase alternator, unless of very small size, should be 
built without amortisseur windings, or damping grids. These consist of 
copper conductors in holes or slots, running parallel to the shaft, in the 
faces of the field poles. They are joined together at both ends by heavy 
copper connections and form a ‘‘squirrel cage” of short-circuited bars, 
which damp out the flux pulsations and also prevent the sweeping back 
and forth, or “swinging,” of the armature flux due to “hunting” when 
synchronous a-c machines are coupled in parallel. 

A simple form of damper is illustrated in Fig. 103, where a number of 
copper rods through the pole face—and on each side of the pole shoe— 
are short-circuited at both ends by heavy bands of copper. Any tend¬ 
ency to sudden or periodic changes of flux through any portion of the 
pole face is checked to a very great extent by the heavy currents that a 
small change of flux will establish in the short-circuited rods. 

In Fig. 104, the windings of a single-phase alternator are shown cover¬ 
ing 60 per cent of the armature surface, and the distance r is one pole 



Art. 87 


SYNCHRONOUS GENERATORS 


219 



Fkj. 103. Short-circuited damping bars in pole face of single-phase alternator. 



Fig. 104. Instantaneous and average values of armature mmf in single-phase alter¬ 
nator. 

pitch. This distance is divided into 10 equal parts, each corresponding 
to 18 electrical degrees. The thick line represents the armature mmf 
when the current has reached its maximum value. The armature is then 
supposed to move 18° to the right of this position, and a second mmf 
curve is drawn, corresponding to this position of the windings. Its 
maximum ordinate is, of course, less than in the case of the first curve, 
because the current (which is supposed to follow the sine law) now has 
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a smaller value. This process is repeated for the other positions of the 
coil throughout a complete cycle, and the resultant mmf for any point 
in space (z.c., in relation to the poles, considered stationary) is found by 
averaging the ordinates of the various mmf curves at the point considered. 
In this manner the curve M (Fig. 104) is obtained. It is seen to be a 
sine curve, of which the maximum ordinate is about half the instantaneous 
maximum mmf per pole of the single-phase winding, and it may be used 
exactly in the same manner as the armature mmf curve in Fig. 102 (rep¬ 
resenting armature mmf of a polyphase machine); that is to say, it can 
be combined with the field-pole mmf curve to obtain the resultant mmf 
at armature surface from whi(*h can be derived the flux-distribution 
curves under loaded conditions. 

The maximum value of the resultant ampere-turns per pole is, therefore 
(77)„ = l/„.„x| = (79) 

where Z is the total number of active’^ conductors on the armature.* 

In single-phase alternators it is the pulsating nature of the armature 
mmf which leads to eddy-current losses that are i)ractically inappreciable 
in the case of two- or three-phase machines ^\orking on a balan(‘ed load, 
that is to say, with the same current and the same voltage in each of the 
phase windings, and with the same angular displacement between current 
and emf in the respective armature circuits. Sometimes the polyphase 
load is not balanced, and in that case pulsations of the armature field 
occur as in the single-phase machines, the amount of the pulsating field 
being dependent upon the degree of unbalancing of the load. The effect 
is then as if an alternating field were superposed on the steady armature 
mmf because of the balanced components of the total armature current. 

88. Slot-leakage Flux.f Referring again to Fig. 102, if we wish to 
derive a curve of resultant mmf over the armature periphery for any (*on- 
dition of loading, it will be necessary, before combining tlu^ curves of 
armature and field pole mmf, to determine the relative positions of these 
two curves. In the d-c machine, the position of maximum armature 
mmf coincides with the brush position; but the point A (Fig. 102) is not 
so easily determined. Its distance from the center of the pole is + 90°, 
a displacement which depends not only on the power factor of the load 
(^.e., on the lag of the current behind the terminal potential difference), 
but also on the strength of the field relatively to the armature, because 

* If the “spiead” of the winding is different from the 00 per cent assumed in this 
calculation, modified formulas can he derived in a similar manner. 

t The explanation here gi\en of the* effects of slot-leakage flux is based upon A. 
Still’s article, Slot Leakage in A. C. Generators, J. Franklin InsL, vol. 210, No. 4, 
October, 1930. 
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this relation determines the position (in relation to the center of the pole) 
of the maximum emf developed in the conductors. 

The field mmf will depend upon the flux in the air gap, and, since this 
includes the slot-leakage flux, it will be necessary to consider the meaning, 
and determine the value, of the slot flux before attempting to calculate 
the angle (Fig. 102). 

When there is no current in the conductors of a slotted armature, the 
magnetic flux in the air gap passes through the teeth into the armature 
core and is ^‘cut’^ by that portion of the armature winding which is 
buried in the slots. Even if the flux density in the teeth is very high, 
causing an appreciable part of the total flux to pass into‘the core by way 



r=F Radians =180 electrical degrees 
Fkj 105 Slot flux in polyphase generator. 


of the slots, this does not alter the fact that, under open-circuit conditions, 
all the flux in the air gap under the poles is cut by the conductors and 
thus causes an emf, proportional to the air-gap flux, to be developed in 
the armature windings. But when current is drawn from the armature, 
an mmf proportional to the ampere-conductors in a slot will cause some 
flux to be diverted from tooth to tooth across the slot, and this flux will 
not be cut by all the armature conductors. 

The effect of the slot-leakage flux is to cause a change in the number 
of flux lines cut by the active conductors, and the emf developed in the 
armature winding is not the same as it would have been if all the flux 
lines passing from pole face to armature had continued down into the 
core through the roots of the teeth or by a parallel path through the slots. 

The dotted lines in Fig. 105 form a diagrammatic representation of the 
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slot flux in the armature of a synchronous a-c generator, assuming that 
this flux could be considered independently of the main flux entering the 
armature from the pole faces. Such a condition does not exist in an 
actual machine operating under load, and it could only be realized by 
passing current through the armature windings from an independent 
source while the machine is driven at normal speed with the field circuit 
disconnected. It is assumed that all the slot flux set up by the conduc¬ 
tors in any one slot entirely surrounds these conductors; that is to say, 
all flux lines cross the slot in the space above the conductors, and the effect 
of leakage flux passing through the material of the conductors is, for the 
present, neglected. 

Another assumption which will be made is that there are as many 
phases as there are slots in the space of one pole pitch. Thus, the gen¬ 
erator of Fig. 105 must be thought of as a nine-phase machine. If the 
armature were that of a three-phase machine, there would be three slots 
per pole per phase, and the ampere-conductors in each slot of a group of 
three adjacent slots would have the same value at a given instant of 
time. The assumption of n phases in a machine with n slots per pole 
has been made in order to simplify the problem and justify the use of 
vector diagrams. 

The distribution of current in the several conductors will depend upon 
the position of the slot in relation to the field system. It will be conven¬ 
ient to consider a stationary field system with rotating armature. The 
current is supposed to have its maximum value when the angular dis¬ 
placement of the slot relatively to the center line of the pole is p. On the 
assumption that the current variations follow the sine law, the figures 
on the diagram represent approximate current values for various slot 
positions in the space of one pole pitch. Since the slot-leakage flux is 
proportional to the ampere-conductors in the slot, a correct diagram¬ 
matic representation of this flux is obtained by making the number of 
lines which cross from tooth to tooth in each slot proportional to the 
current in the conductor. The reluctance of the iron in the path of the 
slot-leakage flux is considered negligible in relation to that of the air 
path between adjacent teeth. 

If Ic stands for the rms value of the armature current, its maximum 
value is \/2 /c, and the value of the current in a slot displaced by an 
angle a from the position where ic = 0 is 

ic = -s/2 Ic sin a (80) 

and, since the slot flux is proportional to this current, we may write 

fPe = KIc sin a (81) 

where K is a constant depending upon the slot dimensions and the num- 
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ber of conductors in a slot. The sine curve marked 7c (Fig. 105) may 
therefore stand for either the armature current or the slot flux for any 
position of the armature slot in relation to the field poles. 

The instantaneous value of the emf developed in a single slot conductor 
due to the rate of change of the flux linkages is 

e, -^* = -Kl. cos a (82) 

da 

from which the curve marked can be plotted. This is obviously a 
sine wave lagging behind the sine wave of current distribution by a 
quarter period. 



Fk;. 106. Component (jurves of developed emf. 

Bearing in mind that the flux represented diagrammatically by the 
dotted lines in Fig. 105 may be considered approximately stationary in 
space, while the slotted armature, carrying the conductors, is moving 
from left to right, the emf of formula (82), represented by the curve 7?,, 
can be calculated by considering the rate at which the flux lines entering 
the armature core through the roots of the teeth are ^‘cut” by the con¬ 
ductors in the slots. 

In the diagram (Fig. 106), the same simplifying assumptions have been 
made as in connection with Fig. 105, namely, that there are as many 
phases as there are slots in one pole pitch, and that all the slot-leakage 
flux passes from tooth to tooth in the space above the conductors. No 
attempt has been made to show the actual paths of the flux lines, but 
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the figures on the arrows, indicating direction of flux in slots and teeth, 
are proportional to the number of flux lines entering the teeth from the 
air gap, passing across the slots and entering the armature core through 
the roots of the teeth. 

It is assumed that the combined effect of field and armature ampere- 
turns is to produce a sinusoidal flux distribution over the armature sur¬ 
face* as represented by the curve The current distribution in the 
armature conductors is indi(‘ated by the curve /c, which represents not 
only the current, but also the slot mmf and slot-leakage flux. Consider¬ 
ing a particular tooth the fact that the slot ampere-conductors are 
greater in the adjacent slot on the right than in the adjacent slot on 
the left leads to a tooth mmf proportional to 151 — 100 = 54 which 
opposes the mmf tending to send flux through the tooth into the arma¬ 
ture. The flux entering the armature core through this tooth is therefore 
not 336, which it would have been if the slot mmf had not caused more 
flux to leave the tooth on the right-hand side than enters it on the left, 
but 336 + (100 — 154) = 282, as indicated on the arrow through the 
root of the tooth. If, therefore, we draw the curve marked IE's, of which 
the ordinates are a measure of the difference between the slot fluxes on 
the two sides of a tooth, and then add the ordinates of this (*urve to those 
of the curve we obtain the curve 7?^, which repiesenis the flux entering 
the armature core through the roots of the teeth and is therefore also a 
measure of the emf actually developed in the armature conductors by 
the cutting of this flux. 

It should be noted that the emf corresponding to the flux curve 
has no real existence; it is a fictitious (|uantity which may be called the 
apparent developed voltage^ being the emf that w ould have been developed 
in the armature windings if part of the flux entering the teeth from the 
air gap had not been diverted from tooth to tooth in the form of slot- 
leakage flux. The difference between the voltages E\i and Ed is the volt¬ 
age component that would have been developed if a certain amount of 
flux—equal to 100 in Fig. 106—had not been diverted from tooth to tooth 
in the neutral zonc,t where it is not ‘‘cut by the armature conductors. 

The maximum value of the slot-leakage flux occurs when' the armature 
current reaches its maximum value of -\/2/,. This is the position in 
space where the angle a is equal to 90° and the slot-leakage flux (Fig. 106) 
has the value 200. Note that half a pole pitch away, the current has 

* An assumption which may not always be justihod in connection with saliont-pole 
machines. 

t The neutral zone is the position in space, or in ri'lntion to the field system, where 
the direction of the flux is parallel to the direction of travel of the armature con¬ 
ductors (/.c., where no lines enter the armature in such a direction as to be “cut’'by 
the conductors). 
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fallen to zero and all the leakage flux, in the slot where the current was a 
maximum, has passed into the armature core through the roots of the 
teeth comprised in the space of one-half the pole pitch. If = maxi¬ 
mum value of leakage flux in one slot, and n = number of slots per pole, 
the average value of the slot flux which enters or leaves the armature 
through one tooth is 2^«/n, and, since we are dealing with sine curves, 
the maximum amount of slot flux passing into or out of the armature 
core through one tooth is (7r/2)(2^«/n) = ( 7 r/n)^«. This, therefore, is 
the height of the maximum ordinate of the curve marked Ea (Fig. 106). 

The angles ^ and (Fig. 100) are the angles by whi(;h the current lags 
behind the actual and “apparent^’ developed voltages Ed and Wdy respec¬ 
tively. It follows that the value of slot-leakage flux in the neutral zone, 
where a = (180° — ^), is: 

Slot flux in neutral zone = <I>« sin ^ (83) 

which, for the particular case of Fig. 100, is 200 X sin [(180 X 1.5)/9] = 
100, as marked on the arrow across the slot in the neutral zone. 

E, ox {IX) slots 
{Ed) 

A 


0 


Yuh 107. Vector diiigmin including omf component due to slot-leakage flux. 

Vector Diagram Including the Effect of Slot Leakage. The vector OE = 
Et (Fig. 107) represents the voltage at the terminals of an a-c generator 
when the armature current, represented by the vector 07, lags behind 
this voltage by an angle B. 

EP, parallel to 07, is the voltage component to compensate for IR drop 
in the windings. 

PDj leading 07 by 90°, is the emf component to compensate for the IX 
drop due to the inductance of that portion of the armature winding 
which is outside the slots and may be considered as beyond the direct 
influence of the field system. 

OD = Ed is the vectorial sum of £«, 777, and (7.Y)end,. It is the voltage 
actually developed in the slot conductors, and it leads the current by 
the angle 
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FD = is the emf component due to the inductance of that portion 
of the armature winding which is buried in the slots. 

OF = is the apparent developed voltage which leads the current by 
the angle 

DH = —Es sin xp is the emf component that would have been developed 
if slot flux equal in amount to sin xp had entered the armature core 
instead of being diverted from tooth to tooth in the neutral zone. 

Considering the several components of the flux, we have: 

OA = 4>' lines entering the tops of the teeth from the field poles in 
the space of one pole pitch. 

AB = 2<I>« lines, being slot leakage passing down the teeth into the 
armature core in the space of one pole pitch. This is the flux 
component marked Eg (Figs. 105 and 106). Since <I>, is the 
maximum leakage flux across one slot, and since we are now 
considering this flux independently of other flux components, 
it is ne(*essary, as will be seen in Fig. 105, to take twice this 
value as the slot-flux component entering the armature core 
in the space of one pole pitch. 

OB = ^ lines, is the vectorial sum of 4>' and 2^, and it is, therefore, 
the flux actually cut by the condu(;tors to develop the voltage 
Ed in the armature winding. 

Although the diagrams used to illustrate this article show the current 
lagging behind the terminal voltage, the construction followed in Fig. 107 
would be exactly the same for a generator supplying a leading current on 
a capacitor load. In this case, the vector OD would be greater than OF, 
that is to say, the mmf which sets up slot-leakage flux would cause more 
flux to enter the core through the roots of the teeth than passes from the 
air gap into the tops of the teeth, and the apparent developed emf would 
then be less than the emf actually developed in the armature. 

89. Calculation of Equivalent Slot Flux. The diagrams. Figs. 105 and 
106, assume that all the slot flux passes across the slot in the space above 
the conductors. In practice a large portion of this flux passes through 
the space occupied by the slot conductors, and, in order to develop a 
formula for calculating the component FD of Fig. 107 [or determining K 
in formula (81)], it will be convenient to determine the equivalent slot 
flux. This may be defined as a fictitious flux which, if cut by all the 
armature conductors, would develop an emf component equal to the emf 
which the actual slot-leakage flux would develop if it could be considered 
independently of other fluxes. 

Figure 108a indicates the path of the magnetic lines in the neutral 
zone when the current in the slots occupying this particular position 
(in relation to the field system) is zero. Figure 1086 is a diagrammatic 
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representation of the flux lines in the neutral zone when the current in the 
slot conductors has an appreciable value. Note that, of the nine lines 
entering the tooth top from the air gap, all are cut by the slot conductors 
under the condition a when there is no leakage flux; but under condition 
6, the flux lines ‘i >2 and <^8 are no longer cut by the armature conductors 
and therefore develop no emf in the winding. The flux lines <i>i, which 
pass through the copper and through the space occupied by insulation 
between the upper and lower coil sides of a double-layer winding, are not 
cut by all the conductors in the slot. Figure 108c illustrates the method 
of calculating the equivalent slot flux for which the symbol will be 
used. 



(a) (6) (c) 

Fig. 108. Illustrating slot-flux calculations. 


Let C, == number of conductors per slot, and n = current per conductor 
in amperes; then if F stands for the total slot mmf tending to establish 
flux leakage across the slot, we have 

F = OAwCd. (84) 

and 

= F X laPes (85) 

where la = gross length of armature core in centimeters, and = equiv¬ 
alent permeance per centimeter length of slot. The authors believe that 
use of the gross length rather than the net length of the armature core is 
justified, since it includes an allowance for the fringing fluxes at the sides 
of vent ducts. 

The permeance of the flux path of depth dx in Fig. 108c is dx/s per 
centimeter length of slot, but the amount of the flux in this space is not 
due to the total mmf F, but to F{x/2c), and this element of flux/a?7s to 
link with C',(x/2c) conductors. The equivalent permeance of the element 
considered is therefore {dx/s)[x/2cy, and the equivalent permeance of 
the space occupied by the lower coil side is 



(80) 
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Similarly, for the upper coil side, 



The equivalent permeance of the space of depth b between the two coil 
sides is 



The equivalent permeances of the flux paths $2 and ^>3 are, of course, the 
same as the actual permeances of these paths. Using the symbols P 2 
and P 3 for these permeances per centimeter of slot length, and summing 
up the equivalent permeances as expressed by formulas ( 86 ), (87), and 
( 88 ), we obtain for the total equivalent slot permeance 

laPe. = la (89) 

where U is the gross length of the armature core in centimeters. The 
equivalent slot flux is therefore 

<!>.. = 0.4,r(V,/„ + Pi + F 3 ] (90) 

Calculation of Permeances Pi and Pz, Assuming parallel sides to the 
slot in the space of depth a above the coils, we have 

P. = I (91) 

which must be modified if the sides of the slot arc not parallel at this 
point. The flux component ^>3 is supposed to account for the flux lines 
that cross from tooth to tooth in the air gap outside the slot. Any leak¬ 
age flux beyond what is included between the center lines of the teeth 
on each side of the slot should not be treated as slot flux and will there¬ 
fore be disregarded in these calculations. A convenient formula to use 
for calculating this portion of the slot-leakage permeance in salient-pole 
machines is Finnis^s formula [see formula (35), p. 79] which assumes the 
flux paths to be semiellipses with the foci at the edges of the teeth. 
Putting r == X/s, where X = tooth pitch and s = slot width, as indicated 
on Fig. 108c, the tooth-top permeance per centimeter of slot length, for 
salient-pole machines, may be written 

Pi = \ log. {r + y/r^ — 1) (92) 

In machines with cylindrical fields and a uniform air clearance (6) not 
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only under the pole centers, but in the neutral zone also, 

Ps = I (93) 

In order to determine the length of the vector DF (Fig. 107), it is 
necessary to calculate the emf component due to the ‘^cutting*' of the 
slot-leakage flux by the conductors. 

Since is the total amount of the slot flux which, if considered as a 
separate flux component, enters or leaves the armature core in the space 
of one pole pitch (see Figs. 105 and 106), the average value of the voltage 
component which would result from the cutting of these flux lines is 

Kv. = {C.n.v) (94) 

where p = number of poles, N = revolutions per minute, C« = number 
of conductors per slot, and n« = number of slots per pole per phase. Or, 
in terms of frequency, since Np = 120/, 

Pav. = 4^ea/(C«n«p)10-8 (95) 

Since we are assuming ^ine-wave shapes, it is necessary to multiply 
the mean value by 7r/2 \/2 to obtain the rms value, and, if we substitute 
for iu in formula (90) its maximum value y/2 h, the final expression for 
the fictitious reactive voltage component per phase due to slot induct¬ 
ance is 

E. = LX O.STjC.^n.pla + P2 + Psj 10-* volts (96) 

90. Method of Determining Position of Maximum Armature MMF. 

Turning again to Fig. 102, we are still unable to determine the angle P, 
or the displacement {0 + 90°) of the maximum armature mmf beyond 
the center line of the pole, because the angle (Fig. 107) shows merely 
the lag of the current behind the apparent developed emf; but, owing to 
armature distortion, the full-load flux-distribution curve (from which 
the voltage OE^ is derived) will not be symmetrically placed relatively 
to the center line of the pole; it will be displaced in the direction of motion 
of the conductors (i.e., to the right in Fig. 102). 

The effect of slot-leakage flux on voltage regulation is almost ideij^ti^ 
with that of armature reaction; that is to say, it causes a displacement 
of the resultant flux in relation to the center line of the field pole, and 
usually a change in the shape of the emf wave; but this minor effect is 
disregarded here since, in order to simplify the treatment, only the funda¬ 
mental sine waves of the alternating quantities are considered. 
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The vector diagram (Fig. 109) explains how the slot-leakage flux is a 
factor in determining the field excitation required and, incidentally, it 
will explain how the angle (Figs. 105 and 106) and the position of the 
neutral zone with reference to the center of the pole face (jS — ^ + 90)° 
may be calculated. The assumption of sine-wave functions is still made, 
although, as previously stated, this may not always be justified because 
of the distortion of the flux-distribution curves, especially with salient- 
pole machines. 

The vectors 01, OE, OD, and OF (Fig. 109) have the same meaning as 
in Fig. 107. The vector OM, in phase with OF (the apparent^' devel¬ 
oped voltage E'a), represents the ampere-turns required to overcome air- 
gap and tooth reluctance when the air-gap flux is such that it would 



develop volts per phase in the armature if it were cut by all the con¬ 
ductors. If we neglect the effect of increased tooth saturation, the vector 
OM may be defined as 


OM = (open-circuit field TI per pole) X 

pjt 


the open-circuit field excitation being calculated as explained in Arts. 83 
and 85. The vector OMaj drawn exactly 90° behind 01, represents the 
maximum value of the armature ampere-turns per pole as calculated by 
formula (78) on page 217. This must be balanced by the field component 
MMo, giving OMo as the required field excitation under load. If the 
load is thrown off, the developed voltage will be OEo with the point Eo 
on the vector OMo. The length OEo will usually be somewhat less than 
OEq, obtained by extending PF until it meets OMo, because increased 
saturation of the iron in the magnetic circuit will prevent the developed 
emfs from being exactly proportional to the exciting ampere-tums. 
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When the load is thrown off, the maximum value of the voltage wave 
0-Bo will occur immediately under the center line of the pole face, and j8, 
as obtained from Fig. 109, is therefore the angular displacement from the 
center line of the pole of the slot conductors carrying the maximum cur¬ 
rent. The line OiV, drawn 90® behind OO, is the position of the neutral 
zone in relation to the poles. The amount of slot flux passing from tooth 
to tooth in this zone determines the magnitude of the effect which slot 
leakage has upon the inherent voltage regulation of the machine. The 
diagram (Fig. 109) shows how not only the magnitude but also the direc¬ 
tion of the component vector B, affect the voltage regulation (OBo — OB) 
of the machine. If the mmf distribution over the armature surface on 
open ciniuit is known (whether or not this is a sinusoidal distribution), 
the curve of full-load mmf distribution can be obtained by adding to 
the ordinates of the open-circuit curve the ordinates of the armature 
mmf curve which must be plotted with a lag of (90 + jS)® (see Fig. 102 
and the vector diagram, Fig. 109). If the permeance between pole and 
armature is known for all points over the pole pitch, it is then possible 
to plot curves of flux distribution for both open-circuit and loaded con¬ 
ditions. This will be done in the example which follows. 

91. Illustrative Example. Design of Field Magnet (Rotor) of Turbo¬ 
generator. Referring to the Illustrative Example of Art. 82, design 
the field magnet (rotor) of the 8,000-kva turbo-generator of which the 
armature (stator) was designed. Take all necessary data and particulars 
from the design sheet on page 199. 

CALCULATIONS 

Items 1, 2, 3, and 4 are data taken from Art. 82. 

Item 5, axial length of pole face, is made somewhat less than the gross 
axial length of the armature core (item 23, Art. 82). Refer to Art. 47. 
We may decide upon 49.5 in. for this dimension. 

Items 6 and 7. In order to calculate the flux per pole which the rotor 
must provide under full-load conditions, it is necessary to know what has 
been referred to as the apparent developed voltage {i.e., the length of the 
vector OF, Fig. 107). The length of the vector OD was calculated in 
Art. 82 (item 43), and this determines the amount of flux in the armature 
core which is cut by the conductors. But the flux in the air gap between 
pole and armature teeth includes also the slot-leakage flux and we must, 
therefore, calculate this or the volts which would have been developed 
in the armature if the slot-leakage flux had been cut by the armature con¬ 
ductors, The dimensions used in the following calculations refer to the 
stator and stator slots and they are taken from Art. 82. 

The loss of pressure due to the slot flux may be calculated as explained 



232 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 8 

in Art. 89, using formula (96), wherein the quantities have the following 
numerical values: / = 60, p = 4, C* = 3, n« = 4, h = 700, Zo = 51 X 
2.54 = 129.5 cm, 5 = 0, 2c = 2J^ in., and « = 1 in. The permeances 
P 2 and Pz of the flux path in the air spaces above the conductors can be 



Fig. 110. “ Developedsection through stator and rotor teeth of 8,000-kva turbo¬ 
generator. * 

calculated as follows. Neglecting the widening of the slot to ac(*()mmo- 
date the wedge, the permeance of the slot above the winding (see Fig. 110) 
is P 2 == (2 X 1)/1 = 2 per centimeter length of armature core measured 
parallel to the shaft. The permeance of the path from tooth top to 
tooth top may be calculated by assuming the mmf of one armature slot 

* Several tooth dimensions arc not dimensionally correct because, for convenience 
in drawing, teeth are shown with parallel sides instead of properly tapered sides. 
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to set up the flux in an air space of radial depth 6 ~ in., and of length 
X == 2.62 in. Thus P 3 == (7 X l )/(8 X 2.62) = 0.334. This last quan¬ 
tity cannot have a numerical value smaller than that calculated by this 
method. If the rotor teeth were built up of thin plates like the stator, 
the numerical value of P 3 would be greater than 0.334; but we are assum¬ 
ing a solid steel rotor (which is customary), and for this reason it will be 


DESIGN SHEET FOR ROTOR OF TURBO-GENERATOR 
(Dimensions in inches unless otherwise stated) 



Sym¬ 

bols 

Known or 
calculated 
values 

1 Number of poles. 

V 

4 

2 Perij)heral speed, fpra. 

V 

18,000 

3 Outside diameter. 


38.25 

4 Hux per pole (no load), maxwells. . 


62.7 X 10® 

5 Axial length of pole face. 


49H 

6 IX drop (armature slots), volts per phas(‘ winding. 

7 Full-load flux per pole, maxwells. ... . .. 


190 

66.3 X 10® 

8 Shape of pole face. 


Cylindrical 

9 Number of slots per pole (rotor). 

10 Slot pitch (rotor). 

Xr 

8 

3.76 

11 Slot width (rotor). 


1.625 

12 Permeance per sq cm of air gap (center). 


0.3408 

13 Equivalent air gap at center of pole'. 

8e 

1.25 

14 ^‘Actual" tooth density in terras of air-gap density 


Fig. Ill 

15 Saturation curves for air gap and teeth. 

.... i 

Fig. 112 

16 Open-circuit flux-distribution curve. . 


Fig. 114 
Fig. 115 

1.15 

17 Open-circuit rainf-distribution curve. 


18 Full-load minf and flux curves. 

19 Completion of field-magnet design. 

20 Flux-leakage coefficient. 

If 

21 Amp-turns (per pole) on field (no load). 


27,000 

22 Amp-turns (per pole) on field (full load) . 

23 Field-magnet winding. 

24 Current in field winding (no load). 

25 Current in field winding (full load). 

1 

37,000 
Pi X 0.12 
375 
514 

26 Jnt loss (fipld) (full lend). 


66 kw 

27 Total (TOSS section of air ducts—stator and rotor (forced 
ventilation). 


6.6 sq ft 


best to neglect the flux paths through the iron of the rotor teeth. A sud¬ 
den growth of leakage flux is impossible in solid iron, owing to the demag¬ 
netizing effect of the eddy currents produced, and the value for P 3 as 
here calculated will be about right. The extra slot depth of in, above 
the wedge was deliberately provided to increase the permeance P 2 and reduce 
the amount of the instantaneous ctirrent on a short circuit. 
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By inserting all these numerical values in formula (96), we get for 
the volts lost by slot leakage, when the armature conductors are carrying 
full-load current, E, = 189, or (say) 190 volts. 

We are now in a position to draw a vector diagram similar to Fig. 107 
for any power-factor angle B, the calculated numerical values of the com¬ 
ponent vectors being: 

OE = 3,810 ] 

(IK) = EP 8.4 i From Art. 82 
(/X)eud. = PD = 150 J 
E, = DF = 190 

In order to calculate the full-load flux per pole with a load power factor 
of 0.8 (see Art. 88, Fig. 107) we have for the ^^apparent^^ developed 
voltage: 

== \/{Et cos B -f- EP)^ -|- i^Et sin B -j- PF)^ 

= 4,030 volts 

The full-load flux per pole (item 7) is, therefore, 

62.7 X 10« X E'a _ 62.7 X 10® X 4,030 
Et 3,8i0 

= 66.3 X 10® maxwells 

Item 8. Since we are using a cylindri(‘al rotor, the variation of flux 
density over the pole pitch must be obtained by distributing the field 
winding in slots on the rotor surface; but, in the design of salient-pole 
machines, the pole face should be shaped as explained in Art. 84, and 
approximate dimensions of the pole core should be decided upon with a 
view to providing sufficient space for the exciting (*oils. The cross sec¬ 
tion of the pole cores would be determined, as in the case of continuous- 
current dynamos, by calculating or assuming a leakage factor (see p. 210) 
and deciding upon a flux density in the iron (from 90,000 to 100,000 lines 
per sq in.). 

Items 9 to 11. Let us try a rotor as shown in Fig. 98 (p. 212), with eight 
slots per pole, only six of which are wound, leaving two slots without 
winding at the center of each pole. The tooth pit(*h is, therefore, (t X 
38.25)/32 == 3.76 in. This quantity, when measured on the inside bore 
of the stator, is (X X 12)/8 = 3.93 in. 

The slot width may be decided upon by arranging for a fairly high 
density in the rotor teeth. Thus, the open-circuit flux which passes 
through a total of eight teeth is 62.7 X 10® maxwells. If t is the average 
width of rotor tooth in inches, the average tooth density in maxwells 



Art. 91 


SYNCHRONOUS GENERATORS 


235 


per square inch is B" = (62.7 X 10*)/(8 X t X 49.5), which must be 
multiplied by v/2 to obtain the approximate maximum density in the 
teeth near the center of the pole. Neglecting leakage flux, and assuming 
= 140,000, the tooth width will be 1.78 in., which indicates tiiat a 
slot 1^ in. wide will probably be suitable. 

Before deciding upon the depth of rotor slot, it will be advisable to 
calculate the equivalent air gap in order that the field ampere-turns and 
necessary cross section of copper may be determined. 

The thickness of wedge for keeping the field windings in position might 
be about in., shown in Fig. 110; but as the centrifugal force exerted 
upon it by the copper in the slot may be very great on account of the 
high peripheral velocity, careful calculations should be made to determine 
the compression and bending stresses in the wedge. The allowable work¬ 
ing stress for manganese bronze or phosphor bronze wedges is about 
14,000 lb per sq in. 

While discussing the matter of rotor slot design, the question of stresses 
in the rotor teeth should be mentioned. After the slot depth has been 
decided upon, the centrifugal pull on the rotor tooth should be calculated 
and the maximum stress in the steel determined, the slot proportions 
being modified if this stress exceeds 14,000 lb per sq in. for cast steel or 
16,000 lb per sq in. for mild steel. Materials are now available for use in 
large modern turbo-generators in which the safe working stress is appre¬ 
ciable in excess of these figures. The total centrifugal pull at the root 
of one tooth is due to the weight of the tooth plus the contents of one 
slot, including the wedge, while the pull at the narrow section near the 
top of tooth (the width W in Fig. 110) is due to the contents of one slot 
plus the wedge and the portion of the tooth above the section considered 
(see numerical example, Art. 158). 

Items 12 and 13. The cal(‘ulation of the average permeance of the air 
gap between rotor and stator is carried out as explained in Art. 85. The 
approximate paths of the flux lines are shown in Fig. 110, which is a 
‘‘developed” section through the stator and rotor teeth; that is to say, 
no account is taken of the curvature of the air gap, the tooth pitch on the 
rotor being made exactly equal to 1.5 times X, namely, 3.93 in., or 10 cm. 
The actual air gap from tooth top to tooth top (from Art. 82) is 6 = 0.875 
in., and, if we neglect the slightly increased reluctance due to the angle 
of the tooth sides under the wedge, the component flux paths may be 
thought of as made up of straight lines, or of straight lines terminating in 
quadrants of circles. The permeance of each section of the flux path 
between stator and rotor over a space equal to the rotor slot pitch is easily 
calculated. The particular case of flux paths such as A, B, and E of 
Fig. 110 is dealt with as explained in connection with the permeance P 2 in 
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Art. 35. The calculated numerical values of the permeances per centi¬ 
meter of air gap measured axially are: 

Path A = 0.5725 
Path B = 0.4080 
Path B = 0.4080 
Path C = 1.4900 
Path D = 0.2845 
Path E = 0.2450 
Total = 3.4080 


The permeance per square centimeter cross section of air gap is, there¬ 
fore, 3.408/10 = 0.3408, and the equivalent air gap is 5^ = 1/0.3408 = 
2.94 cm, or 1.156 in. If great accuracy is reciuired, a similar set of calcu¬ 
lations should now be made with the relative position of rotor and stator 
teeth slightly changed so as to bring a rotor tooth opposite a stator slot 
instead of a rotor slot opi'ositc a stator slot as shown in Fig. 110, and the 
mean of the two calculated values wdll more neai'ly correspond with the 
average air-gap permeance. Let us assume that this has been done and 
that a reasonable value for the average ecpiivalent air gap is 8^. = 1.25 in.* 

Hem 14: 3W/i Saturation Curves. The curves of Fig. Ill have been 
constructed as explained in Art. 36 and illustrated by the example of 
Art. 38 (Fig. 49). A curve is recpiired for the rotor teeth as well as for 
the stator teeth; indeed, in a turbo-alternator design, the effects of satu¬ 
ration are more noticeable in the rotor teeth, since it is here that the flux 
density usually attains the highest values. With the comparatively low" 
flux densities in the teeth of a 60-cycle stator, we may use the simpler 
formula (406) for calculating one point in the recpiired curve and then 
draw a straight line through the zero point of the diagram. For the 
higher densities in the rotor teeth, the more a(*curate formula (40) must 
be used. The numerical values for use in these formulas are given below\ 
In the first place, the depth of the slot in the rotor must be approximately 
determined. 

With an equivalent air gap, 8e = 1.25 in., and an assumed sinusoidal 
flux distribution, the field ampere-turns on open cinuiit to overcome the 
reluctance of air gap only will be 



62.7 X 106 X TT 
X 31.42' X 6.45) 


1.2^X 2.54 
X 2 ^ 0.47r 


24,000 


* Should any difficulty be experienced in calculating the perinea nee of a flux path 
such as Ef with curved flux lines at both ends, it is generally permissible to divide it 
in two parts as indicated by the letters Ei and E^ (Fig. 110), the permeance of each 
part being calculated separately. Thus, in the example which has just been worked 
out, the permeance of Fj is 0.655, and the permeance of Fa is 0.39. The total of 0.245 
is obtained by taking the reciprocal of the sum of the reluctances. 
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which makes the ampere-conductors per slot 24,000/3 = 8,000. This 
does not include the ampere-turns to overcome the reluctance of the 
teeth and the remainder of the magnetic circuit, neither does it take into 
account the considerable increase of excitation with full-load current 
on a power factor less than unity. The current density in the copper 
may, however, be carried up to 2,500 or even 3,000 amp per sq in. of 
copper cross section, and it is probable that a slot 4^^ in. deep will provide 
sufficient spac.e for the field winding. 

The dimension de in formula (40) is the actual slot depth less the differ¬ 
ence between the equivalent and actual air gap. This difference amounts 
to in.; but, since it is caused by the slotting of both the stator and the 
rotor surfaces, we shall halve this amount and make de = d - in., 
whether the depth d refers to the stator or rotor slots. 

The ratio IJln for the stator is taken—together with the other stator 
data—from Art. 82. In the case of the rotor, it should be observed that 
we are considering the air-gap density over the surface of the stator^ and, 
for this reason, the slot pitch for the rotor tooth calculations should be 
taken as X = 3.93 in,, being 13^2 times the stator slot pitch (this is the 
ratio between number of stator and number of rotor teeth). There will 
be no radial vent ducts in the rotor, and the ratio la/ln may be taken as 

Gross axial length of armature _ 51 __ 

Axial length of rotor 49.5 

The numerical values of all the symbols used in formulas (40) and (405) 
are as follows: 

Stator: 

de = 1.25 in. 

X = 2.62 in. 

de = 3.94 in. 

/ = 1.88 in. (at center of tooth) 
la/ln = 1.09 

X - 3.93 in. 

de = 4.56 in. 

Rotor: 

t = 1.64 in. (at center of tooth) 
la/ln = 1.03 

The value of fx for use in formula (40) is obtained from the B-H curve 
(Fig. 48). Note that the densities read from Fig. Ill, and referred to 
in the following calculations, are in gauss. They must be multiplied by 
6.45 if the student prefers to work with flux densities expressed in max¬ 
wells per square inch. 
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Item 15. The saturation curve for air gap, teeth, and slots is con¬ 
structed as explained in Illustrative Example of Art. 38 in connection 
with the design of a d-c dynamo (Fig. 49). The ampere-turns per inch 
length of tooth are read from Figs. 47 and 48; and Simpson’s rule [see 
Art. 37, formula (42)] is used in calculating the ampere-turns required 
for the rotor teeth at the higher densities. In regard to the stator teeth, 



Air-gap density (gausses) 

Fig. 111. Tooth donsitios in trrms of air-gap density—8,000-kva turbo-genorator. 

the mean value of the tooth density may be used in determining the 
ampere-turns required, the application of Simpson’s rule being, in this 
case, an unnecessary refinement. In calculating the tooth reluctance 
for plotting the saturation curve. Fig. Ill, no correction for leakage flux 
has been made. It is true that the total flux in the body of the rotor is 
somewhat greater than the useful flux entering the armature; but the 
omission of this correction may be set against the fact that the tooth 
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density calculations make no allowance for the flux lines which pass from 
the sides of the tooth into the iron at the bottom of the slot, thus causing 
the actual density at the narrowest part of the tooth to be something less 
than the calculated value. 

The curve marked air gapj teeth^ and slots (Fig. 112) shows what excita¬ 
tion is required to produce a particular density in the air gap. The 
departure from the air-gap line (the dotted straight line) is due almost 
entirely to saturation of the rotor teeth, the reluctance of the stator teeth 
being negligible as compared with that of the IJ^^-in. air path. The 
upper curve for center of pole face will be referred to later. 



Ampere turns per pole 

Fig. 112. Saturation curves for air gap, teeth, and slots—8,000-kva turbo-generator. 

Items 16 and 17. The upper curve of Fig. 113 shows the ideal flux- 
distribution curve for open-circuit conditions. It is a sine curve of which 
the average ordinate is 

^ 62.7 X 10« 

6.45 X 31.416 X 51 

and of which the maximum value is, therefore, (tt/^) X 6,070 = 9,520 
gauss. The area of this curve is a measure of the total air-gap flux on 
open circuit. The pole pitch—represented by 180 electrical degrees—has 
been divided into eight parts, and the height of the vertical lines is a 
measure of the flux density in the air gap over the center of a rotor tooth. 

By providing a datum line and vertical scale of ampere-turns imme¬ 
diately below the no-load flux curve, it becomes a simple matter to plot 
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an ideal curve of mmf distribution over the pole pitch, the shape of this 
curve being such as to produce the desired flux distribution (see Art. 85). 
It is merely necessary to read off the curve of Fig. 112 the ampere-turns 
corresponding to the required air-gap density and to plot this over the 
center of the corresponding tooth. In this manner the lower curve of 



Fifj. 1 13. Ideal flux-distribution and mmf cairves—8,0dd”kva turbo-fjjenorator. 

Fig. 113 is obtained. The practical approximation to this ideal mmf dis¬ 
tribution would be the arrangement shown by the stepped curve, with 
9,000 amp conductors in each slot. This would produce a flat-topped 
flux distribution curve, a condition which might be remedied by putting 
5,000 amp-turns in the empty slots at the center of the pole face; but such 
a procedure would be very uneconomical and unsatisfactory. The best 
thing to do will be to increase the permeance of the center tooth, either 
by reducing the width of the two slots on each side of the center tooth or 
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by partly filling up these slots with iron wedges so shaped as to produce 
the effect of a tooth with parallel sides. These slots should, in any case, 
be filled with material equal in weight to the copper and insulation in the 
wound slots, in order to improve the balance and equalize the stresses at 
high speeds; and the proportion of magnetic to nonmagnetic metal can 
be so adjusted as to obtain any desired tooth reluctance. If we provide 
wedges having a thickness of in. at the bottom of the slot, we can get 
the equivalent of a center tooth 2.2 in. wide with parallel sides. This 
calls for an additional curve in Fig. 112, which can be calculated in the 
same manner as the curve previously drawn, except that the correction 
for taper of teeth (Simpson’s rule) has not to be applied. 



0 20 40 60 80 100 120 140 160 18010 20 30 

Electrical degrees 


Fig. 114. Air-gap flux-distribution curves—8,000-kva turbo-gonorator. (Note: Flux 
curve Bq is referred to in Chap. 9.) 

If we decide upon a rotor winding with 9,000 amp-conductors per slot, 
as indicated by the stepped curve in the lower part of Fig. 113, we shall 
obtain an open-circuit flux curve B as plotted in Fig. 114. This curve 
would be exactly similar in shape to the flux curve of Fig. 113, if it were 
not for the fact that the widening of the tooth at the center of the rotor 
pole face has lowered the reluctance at this point rather more than would 
have been necessary in order to obtain the perfect sine curve of flux dis¬ 
tribution. The slightly higher ordinate at the center of the new flux 
curve adds so little to the area of this curve that we shall not trouble to 
measure this. It is evident that the proposed excitation with 9,000 amp- 
conductors per slot will generate the required open-circuit voltage. 

The mmf curve corresponding to the flux curve B has been redrawn in 
Fig. 115, the stepped curve of Fig. 113 being replaced by a smooth curve. 
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In this connection it should be noted that the fringingof flux at the 
tooth tops tends to round off the sharp corners of the flux-distribution 
curves and so justifies the use of smooth curves in any graphical method 
of study. At the same time, it will generally be possible to detect in 
oscillograph records of the emf waves the irregularities or ripples due 
to the tufting of the flux at the tooth tops; but these minor effects will 
be neglected. 

Item 18. The vector diagram (Fig. 116) is constructed as explained in 
Art. 90 in connection with Fig. 109; the apparent’^ developed voltage 
at full load being = 4,030 volts, as calculated under item 7. 



0 20 40 60 80 100 120 140 160 180 10 20 30 40 

Electrical degrees 

Fig. 115. Mmf curves for 8,000-kva turbo-generator. 


In order to determine the field excitation necessary to provide the 
required flux with full-load current taken from the machine on a power 
factor of 0.8, it is necessary to know the maximum armature mmf and 
also the position on the armature surface (considered relatively to the 
field poles) at which this maximum occurs. It was shown in Art. 86 
that the armature mmf can be represented by a sine curve of which the 
maximum value [by formula (78)] is 


_ (48 X 3) X 700 X \/2 
7rX4' 


11,340 amp-turns per pole 


The displacement of this mmf curve relatively to the center of the pole 
is obtained approximately by calculating the angle as explained in Art. 
90. The vectors representing the component mmfs have been drawn 
in Fig. 116, the angle being calculated from the previously ascertained 
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values of the voltage vectors. Thus 


cos \l/' 


(0.8 X 3,810) + 8.4 
4,030 


0.76 
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Whence = 40“0'30". 

Since 27,000 amp-turns per pole (or 9,000 amp-conductors per slot) are 
required to develop 3,810 volts per phase, and since the saturation curve 
does not depart appreciably from a straight line, the mmf vector ()M to 



■ I 

Fig. 116. Vector diagram for 8,000-kva turbo-generator. 


develop (z.e., 4,030 volts) must represent approximately (27,000 X 
4,030)/3,810 = 28,600 amp-turns, and the reciuired angle is. 


where 


and 


iS = tan-' 


CMo 

OC 


CMo = CM + MMo = OM sin + 11,340 
= 29,940 


OC = OM cos 
= 21,700 


The angle is thus found to be 54° 4', or (say) 54°. 

The sine curve Ma, representing armature mmf, can now be drawn in 
Fig. 115, with its maximum value displaced (54 + 90)° beyond the center 
of the pole. The required field ampere-turns are given approximately 
by the length of the vector OMo (Fig. 116), which does not take account 
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of increased tooth saturation. The length OMo is OC/cos = 21,700/ 
0.588 = 36,900. An excitation slightly in excess of this amount will 
probably suffice,* because, if the average density over the pole pitch is 
raised from 6,070 gauss to 6,070 X (4,030/3,810) = 6,420 gauss, the 
average effect of increased tooth reluctance, as shown by Fig. 112, is 
small, and we shall try 37,000 amp-turns on the field. This full-load 
field excitation is represented by the curve Mo (Fig. 115). Now add the 
ordinates of Mo and il/a, and obtain the resultant mmf curve M, Using 
this new mmf curve, we can obtain from Fig. 112 the corresponding values 
of air-gap flux density and plot in Fig. 114 the full-load flux curve C of 
which the area, as measured by planimeter, is found to be 113.8 unit 
squares. In order to check this figure and determine whether or not the 
full-load flux is sufficient to generate the required voltage in the windings, 
note that the base of the curve (the pole pit(*h) measures 18 divisions 
and that the height of each unit square represents 1,000 gauss. The 
required average density in the air gap over the pole pitch is 6,420 gauss, 
and the total flux required (item 7) is 66.3 X 10® maxwells. The recpiired 
area under the full-load flux curve is, therefore, 18 X 6.42 = 115.6 unit 
scpiares, which checks fairly well with the measured area. It follows 
that a field excitation of approximately 37,000 amp-turns will provide 
the right amount of flux to give the recpiired terminal voltage when the ma¬ 
chine is delivering its rated full-load current at 80 per cent power factor. 

In the design of slow-speed machines with salient poles shaped to give 
approximately a sinusoidal flux distribution on open circuit, curves of 
mmf and flux distribution can be plotted generally as explained in con¬ 
nection with the distributed field winding in this problem. The work 
is, however, less simple and more tedious because of the variations in the 
air-gap reluctance for different points on the armature surface relatively 
to center line of pole (refer to Art. 43). 

Item 19. This applies mainly to the salient-pole type of machine, the 
procedure in proportioning the field poles and yoke ring being then simi¬ 
lar to that followed in d-c design. The depth of iron below the slots in 
the rotor of a turbo-alternator is usually more than sufficient to carry 
the flux, including the leakage lines. In the particular design under con¬ 
sideration we shall be able to provide air ducts at the bottom of the rotor 
slots as shown in Figs. 110 and 117 and still leave enough section of iron 
to carry the flux. We shall assume a solid-forged rotor in this design, 
which may be either in one piece with the shaft (tapering from about 13 
to 10)^ in. in the bearings) or provided with shaft projections bolted to 
the two ends. 

* This method of estimating the full-load field ampere-turns is not scientifically 
sound, especially in the case of salient-pole machines, because the mmf distribution 
over the armature surface, due to the field-pole excitation, is rarely sinusoidal as here 
assumed. 
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Item 20: Leakage Coefficient. The amount of the leakage flux at the 
two ends of the rotor is not easily estimated; but when expressed as ,a 
percentage of the useful flux it is never large in extra high-speed machines 
with wide pole pitch; the greater the axial length of rotor, in respect to 
the diameter, the smaller will be the percentage of the flux leaking from 
pole to pole at the ends. The rotor leakage which occurs from tooth to 
tooth, and in the air gap, over the whole length of the machine, is shown 
diagrammatically in Fig. 117. This sketch shows a total of four lines of 
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Fig. 117. Illustrating leakage flux in rotor of turbo-generator. 


leakage flux which pass through the body of the rotor hut do not enter 
the armature. This leakage flux will not appreciably affect the flux den¬ 
sity in the rotor teeth near the neutral zone, because it will follow the 
path of least reluctance and be distributed between several teeth. 

The calculation of the rotor slot flux may be carried out as for the stator 
windings. Thus, at full load, with 37,000/3 = 12,300 amp-conductors 
per slot, the flux passing from tooth to tooth below the wedge is 


0.47r X 12,300 (3.5 X 49.5) X 2.54 

2 ^ r.(V25 " 

Average mmf Permeance 


2,100,000 maxwells 


The flux in the space occupied by the wedge and insulation above the 
copper, including an allowance for the spreading of the flux lines into the 
air gap above the wedge (tooth top leakage), is approximately 


0.4t X 12,300 X X 2.54 ^ ^ 900,000 maxwells 
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where the figure 1.75 is the assumed radial jlepth in inches of the flux 
path, and 1.8 is the assumed average length of the flux lines (somewhat 
greater than the width of slot below the wedge). 

The sum of these two flux components is 4,000,000 maxwells, making 
the total slot flux for both sides of the pole face equal to twice this amount, 
or 8,000,000 maxwells. As a rough estimate, we may assume the end 
leakage to be about one-sixth of this, making a total of 9,300,000 max¬ 
wells. The full-load leakage coefficient is, therefore, (66.3 + 9.3)/66.3 =’ 
1.141, or (say) 1.15. 

The maximum number of flux lines in the rotor which cross the section 
below the slots (represented by 28 lines in Fig. 117) is 


6,630,000 

2 


X 1.15 = 38,100,000 


The radial depth of iron below vent ducts to center of rotor is 123^^ in., 
whence the cross section is 123^^ X 493^ = 600 sq in., which makes the 
average flux density 63,500 lines per sq in. The section of iron below 
the slots is, therefore, sufficient, and the reluctaii(*e of the body of the 
rotor is a negligible quantity in comparison with that of the teeth and 
air gap. 

Items 21 to 26. With a density of 55,500 lines per sq in. in the stator 
core (Art. 82), and ample iron section in the rotor, the additional ampere- 
turns required to overcome reluctance of armature and field cores will 
probably not exceed 200, and the curves of Fig. 112 may be thought of as 
applying to the machine as a whole. The ampere-turns at no load and 
at full load (items 21 and 22) will, therefore, be taken at 27,000 and 
37,000, respectively, as previously calculated. 

The slot insulation will be appreciably thicker than as given by the 
formula used in items 25 to 30 of Art. 82. It should be not less than 0.1 
in. thick, and the field winding might be in the form of copper strip 13 ^^ in. 
wide laid flat in the slot. Allowing ^^-in. total depth of insulation— 
preferably of mica or asbestos fabric- - between the layers of the winding, 
the total cross section of copper in one slot will be 2J^ X 13^^ = 3.6 sq in., 
making the current density at full load A = 12,300/3.6 = 3,420 amp per 
sq in. This is a high, but not necessarily an excessive, figure. 

The mean length per turn of the rotor winding should be measured off 
a drawing showing the method of bending and securing the end connec¬ 
tions. We shall assume this length to be 156 in. All the turns will be in 
series, and the mean length per turn for the four poles in series will be 
156 X 4 = 624 iii. Assuming the potential difference at the slip rings 
to be 120 volts, the cross section of the winding, at 60°C, is (m) = (624 X 
37,000)/120 = 192,500 cir mils, or 0.1512 sq in. If we use a copper strip 
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0.12 in. thick, the number ^ conductors in each slot will be 2.875/0.12 = 
24, making the turns per pole 24 X 3 == 72. ' 

The current per conductor at full load must be 37,000/72 = 514 amp. 

The total length of copper strip is (72 X 4 X 156)/12 = 3,740 ft. The 
resistance (hot) will be about 0.250 ohm, and the required pressure at 
slip rings will be 0.25 X 514 = 128.5 volts. The PR loss is, therefore, 
128.5 X 514 = 66 kw, or 0.825 per cent of the rated output. This may 
be compared with the figures on page 259 in the following chapter which 
refer to average exciter capacities required with modern a-c generators. 

Item 27: Cooling Ducts. The cooling air, which enters at one end of 
the machine, is supposed to travel through the longitudinal vent ducts 
to the other end of the machine, no radial ducts being provided. Such 
an arrangement leads to the temperature of one end of the machine being 
higher than that of the other end; but systems of ventilation designed to 
obviate this are usually less simple, and the straight-through arrangement 
of ducts has much to recommend it. In machines larger than the one 
under consideration, it might be necessary to have the cold air enter at 
both ends, in which case one or more radial outlets would be provided 
at the center. 

In addition to the ducts, of which mention has already been made, we 
may provide a number of spaces between the stator iron and the casing 
to allow of air being passed over the outside of the armature core. Let 
us suppose that there are 12 such ducts, each 10 in. wide by 1 in. deep; 
the total cross section of the air ducts is then made up as follows; 


Sq In. 

Outside stator stampings . 12 X 10 X 1 =120 

Holes punched in stator stampings (Fig. 95, Art. 82). = 590 

Spaces above wedge in stator slots (Fig. 110). .48 X 1.5 X 1 = 72 

Clearance between stator and rotor.X ir X 39lg = 108 

Spaces in rotor forging below slots.32 X 1.94 = 62 

Total. = 952 

or 6.6 sq ft. 


Calculations regarding the amount and velocity of the cooling air in 
this machine were made in the Illustrative Example of Art. 81. Effi¬ 
ciency calculations and methods of predetermining regulation and the 
probable amount of the short-circuit current will be taken up at the end 
of the following chapter. 


TEST PROBLEMS 

The contents of this chapter do not readily lend themselves to being reviewed by a 
number of short problems similar to those with which previous chapters have been 
concluded, but an attempt will be made in the problems and questions at the end of 
Chap. 9 to include some of the subjects which have been presented in this chapter 
and illustrated by the Illustrative Example of Art. 91. 
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REGULATION AND SHORT-CIRCUIT CURRENT 


92. Voltage Regulation. The curves in Fig. 118 may be considered 
as having been plotted from actual test data. The upper (jurve is the 
open-circniit saturation characteristic, giving the relation between the 
number of ampere-turns of field excitation per pole and the pressure at 

the terminals, which in this case is the 
same as the emf actually developed in 
the armature windings. The lower 
curve is the load characteristic; corre¬ 
sponding to a given armature current 
and a given external power factor. The 
inherent regulation when the field exci¬ 
tation is of the constant value OP is, 
therefore, the difi‘eren(;e of terminal 
voltage EoEt divided by the load volt¬ 
age Etj or, expressed as a perc.entage of 
the lower voltage, 

Inherent regulation 

OEt ^ 

Thus the error in predetermining the 
inherent regulation depends upon the 
degree of accura(;y within which curves, such as those shown in Fig. 118, 
can be drawn before the machine has been built and tested. 

The factors which influence the terminal voltage of a generator driven 
at constant speed with constant field excitation are: 



Fig. 118. Inherent regulation ob¬ 
tained from open-circuit and load- 
saturation c!urves. 


1 . The total or resultant flux actually cut by the armature windings 
(this involves the flux linkages producing armature reactance) 

2 . The ohmic resistance of the armature windings 

3. The wave shape of the generated emf. This means that the meas¬ 
ured terminal voltage depends not only upon the amount of flux cut by 
the conductors, but also upon the distribution of flux over the pole pitch, 
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because the amount of flux |jut determines the average value of the devel¬ 
oped voltage, while the form of the emf wave determines the relation 
between the mean value and the virtual or rms value. 

By far the most important items are included under item a, and it is 
proposed to consider exactly how the resultant flux cut by the armature 
windings varies when load is put on the machine. 

Considering first the flux cut by the active belt of conductors under the 
pole face, this is not usually the same under load conditions as on open 
circuit (the field excitation remaining constant), for the following rea¬ 
sons. The current in the armature windings produces a magnetizing 
effect which, together with the field pole mmf, determines the resultant 
mmf and the actual distribution of the flux in the air gap. When the 
power factor of the load is approximately unity, the armature current 
produces cross-magnetization and distortion of the resultant field, accom¬ 
panied usually by a reduetion oT thc-iotal flux, owing to increased flux 
density in the armp^tifre teeth where the air-gap density is greatest. This 
effect is, howevet, less marked in a-c than in osc generators, because in 
the former th^tooth density is rarely so high as ^approach saturation. 
On low po^^r fa(‘.tor, with lagging ('urrent, the armature mmf tends to 
oppose the neld mmf, and on zero power factor its effect is wholly demag¬ 
netizing, thus greatly reducing the resultant air-gap flubc. With a leading 
current, the well-known effect of an increased flux and a higher voltage 
is obtaineil. The effect known as armature reaction,^’ as distinguished 
from armature reactance,’^ is, therefore, dependent not only on the 
amount onthe armature current but also largely upon the power factor. 

The effeOT of the individual conductors in producing slot leakage was 
discussed inXArt. 88 and illustrated by Figs. 105 a^d lOG, wherein it is 
shown that, a^urrent is taken out of the armatu^ the total flux cut by 
the active condvK^tors is less than at no load the same field excita¬ 

tion) by the amount of the slot flux—or^uivalent slot flux—which 
passes from tooth to tolrtkiij^ the iie ulpett^ne. 

Turning now to the flux cut by the end connections (f.c., by those por¬ 
tions of the armature winding which project beyond the ends of the slots), 
this flux is set up almost entirely by the mmf of the armature windings 
and is negligible on open circuit. For a given output and power factor, 
the end flux in a polyphase generator is fixed in position in relation to the 
field poles, being stationary in space if the armature revolves (see Art. 78). 
The maximum value of the armature mmf occurs at the point where the 
current in the conductors is zero, and, on the assumption of a sinusoidal 
flux distribution, the emf generated by the cutting of these end fluxes 
may be represented correctly as a vector drawn 90® behind the current 
vector (refer to the vector diagrams of Figs. 89 and 90). It is, therefore, 
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permissible to consider this emf component as a reactive voltage such 
as would be obtained by connecting a choKing coil in series with the 
‘‘active^' portion of the armature windings; and if the inductance L« of 
the end windings is known, and a sinusoidal flux distribution assumed, 
the emf developed by the cutting of the end fluxes under load conditions 
is given by the well-known expression 2irfLelc, where h is the effective 
value of the current in the armature windings and / is the frequency. 

This quantity was calculated in Art. 78 and expressed in formula (74), 
the calculation being based upon an amount of end flux per pole 
given by the formula (72) or (72a). 

93. Regulation on Zero Power Factor. In practice, any power factor 
below 20 per cent is usually considered to be equivalent to zero, so that 

the calculations can be checked when 
the machine is built, by providing as a 
load for the generator a suitable num¬ 
ber of induction motors running light. 
On these low power factors with lagging 
current, the phase displacement of the 
armature current causes the armature 
mmf to be almost wholly demagnetiz¬ 
ing, that is to say, it directly opposes 
the mmf due to the field windings, the 
distortional or cross-magnetizing effect 
being negligible. Its maximum value 
per pole is given by formula (78) of Art. 
86 and its effect in reducing the flux in 
the air gap is readily compensated (on 
zero power factor) by increasing the 
field excitation so that the resultant ampere-turns remain unchanged.* 

Let curve A (Fig. 119) be the open-circuit saturation curve of the 
machine, referred to in Art. 92; it is the curve for the complete machine 
and can be plotted only after the magnetic circuit external to the arma¬ 
ture has been designed. 

Knowing the increase of flux in pole and frame, the mmf absorbed in 

* This statement is not strictly correct, because the increased ampere-turns on the 
field poles give rise to a greater leakage flux, and this alteration should not be over¬ 
looked, especially when working with high flux densities in the iron of the magnetic 
circuit. If the estimated leakage flux for a given developed voltage on open circuit is 

maxwells, then, for the same voltage with full-load current on zero power factor, 
the leakage flux would be approximately [(Af -b Ma)/M], where M is the 

number of field ampere-turns on opem circuit, and {M -f Ma) is the number of field 
ampere-turns with full-load current in the armature, the power factor being zero. 
The quantity Afo is the demagnetizing ampere-turns per pole due to the armature 
current, as given by formula (78). 



Ampere-turns per pole 


Fig. 119. Method of constructing 
saturation curve for zero i)ower 
factor. 
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Art. 93 

overcoming the increased ^luctance of these parts can be calculated, and 
in this way the dotted curve A' (Fig. 119) can bfe drawn. This is merely 
the open-circuit saturation curve corrected for increased leakage flux due 
to the additional field current required to balance the demagnetizing 
effect of a given armature current. 

Assuming all the alternating quantities to be simple harmonic func¬ 
tions, the vector diagram (Fig. 120) can be drawn as explained in connec¬ 
tion with Fig. 107 (Art. 88). It shows the voltage components for one 
phase of the winding, the vector PEt being the IR drop, while EdP and 
E^JEd stand for the reactance voltage drop due to end flux and slot flux 
respectively. The numerical value of EdP can be obtained from formula 
(74) on page 191, and of E'^Ed from formula (96) on page 229. 

The apparent developed voltage obtained from Fig. 120, gives the 
point M on the corrected no-load saturation curve A' (Fig. 119), and the 
distance or OM' shows what exciting ampere-turns are required lo 
develop this emf. The terminal voltage is, however, only Etj which gives 

o_ 



IX IX 
(ends) (slots) 

7 

Fig. 120. Vector diagram for zero power factor. 

the point N of the triangle MNR. Now draw NR parallel to the hori¬ 
zontal axis to represent the total number of ampere-turns per pole due 
to the armature current, which, as previously explained, will be entirely 
demagnetizing and must, therefore, be compensated by an equal number 
of ampere-turns on the field pole. Thus EtR or 0/2' is the field excita¬ 
tion necessary to produce Et volts at the terminals of the machine. If 
the load is now thrown off, the terminal pressure will rise to Eo and the 
percentage regulation for this particular current output on zero power 
factor will, therefore be 100(/2S//2'/2). This simple construction enables 
the designer to predetermine with but little error the regulation on zero 
power factor, provided he can correctly calculate the reactances required 
for the vector quantities of Fig. 120. The complete load characteristic 
0'/2 is quickly obtained by sliding the triangle MNR along the corrected 
no-load saturation curve. The difference of pressure SR, corresponding 
to any particular value 0/2' of field excitation (Fig. 119), is called the 
synchronous reactance drop, because, although it is made up partly of real 
reactance drop and partly of armature reaction, it may conveniently be 
treated as if it were due to an equivalent or fictitious reactance capable 
of producing the same total loss of pressure if tj;ie mmf of the armature 
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had no demagnetizing or distortional effect. Thus, by producing the 
line to Eo (Fig. 120), so that PEo is equal to RS (Fig. 119), the vector 
diagram shows the difference between the open-circuit pressure OEo and 
the terminal pressure OEt under load conditions at zero power factor 
when the field excitation is maintained constant. The additional (ficti¬ 
tious) reactance drop EoE'^ is correctly drawn at right angles to the current 
vector, because on zero power factor the effect of the armature mmf is 
wholly demagnetizing; in other words, it tends to set up a magnetic 
field displaced exactly 90° (electrical space) behind the current producing 
it; hence, when the load is thrown off, the balancing mmf component on 

the field poles will generate the ad¬ 
ditional voltage in the phase OEo. 
It should be realized that the ficti¬ 
tious reactance drop EoE^ (Fig. 120) 
cannot be predetermined until the 
whole of the magnetic circuit of the 
machine has been designed. The 
distance DR (Fig. 119) is the loss 
of voltage corresponding to E'J^ 
(Fig. 120) and is approximately con¬ 
stant for a given armature current. 
The portion SD, however, of the 
total difference of voltage depends 
on the slope of the line MS and is 
thus some function of the degree of 
saturation of the iron in the mag- 
iietic circuit. It is far from being 
constant (except over the straight 
part of the open-circuit saturation curve) and must be measured off the 
diagram for each different value of the field excitation. This diagram 
(Fig. 119) shows very clearly the advantage of high flux densities (mag¬ 
netic saturation) in some portion of the magnetic (dreuit, if good inherent 
regulation is aimed at. 

94. Regulation on Any Power Factor. Unless the effects of cross¬ 
magnetization are taken into account, it is impossible to predetermine 
the regulation accurately when the power factor differs appreciably from 
zero, but by the intelligent use of vector quantities (involving as they do 
the assumption of simple harmonic curves) very satisfactory results can 
be obtained. Let the external power factor be cos 0, and OR' (Fig. 121) 
the constant field excitation which would, on open circuit, develop the 
pressure Eo, represented by R'S. The full-load current zero-power-factor 
saturation curve O'R has been drawn as previously described. If, then, 
it is possible to determine the point Q on the full-load saturation curve 
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for power factor cos required percentage regulation may be expressed 
as m(QS/R'Q). 

In Fig. 122, draw the right-angled triangle EtPEo in such a way that 
PEt represents the armature resistance drop per phase with full-load cur¬ 
rent, and EoP the corresponding synchronous reactance drop, as given 
by SR (Fig. 121). From Et draw the line Etm of indefinite length and 
so that mEtP is the required power-factor angle 6, From Eo as center 
describe the arc of a circle of radius R'S (Fig. 121) equal to the open-cir¬ 
cuit voltage, and cutting mEt produced at 0. Then OEt will be the 
required terminal voltage, which may be plotted as R'Q (Fig. 121). This 
construction provides for the proper angle 0 between terminal voltage 
and current; and, in regard to the relation between the terminal voltage 
Et and the open-circuit voltage Eo when load is thrown off, it will be seen 
that the total synchronous reactive drop has been used in the impedance 

m 


Armature current 

Fig. 122. Diagram for calculating dcvolopcd voltage for load of power factor cos d. 

triangle EtPEo (Fig. 122). This virtually assumes the demagnetizing and 
distortional effects of the armature current to be equivalent to a fictitious 
reactance drop capable of being treated vectorially like any other reac¬ 
tance drop, and of which the direct effect on regulation is proportional 
to the sine of the angle of lag—a not unreasonable assumption, though 
scientifically inaccurate. This gives good results in ma(*hines of normal 
design. It is when departures are made from standard practice that such 
approximations are likely to be abused. 

96. Short-circuit Current. The maximum value of the armature 
current at the instant a short circuit occurs depends mainly on the induc¬ 
tance of the armature windings; but, when the armature mmf has had 
time to react on the field and has actually reduced the flux of induction 
in the air gap, the resulting current may be fairly accurately calculated 
by using the construction indicated in Figs. 123 and 124. 

The vector triangle (Fig. 123) is constructed for any assumed value Ic 
of the armature current. It shows that when the terminal voltage is 
zero—all three phases of the machine being short-circuited—the flux in 
the air gap must be such that the pressure OE'^ would be developed in 
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An important factor that must be taken into account in synchronous 
alternator design is the so-called short-circuit ratio. This ratio refers to 
the relation between the field ampere-turns that is responsible for rated 
terminal emf on open circuit, and the field ampere-turns required for a 
generated emf sufficient to circulate rated current through the armature 
winding when the latter is short-circuited. Thus, if le in Fig. 124 rep¬ 
resents full-load armature current, the field must develop OF + FG = OG 
ampere-turns on short circuit if voltage is to be generated internally; 
the open-circuit ampere-turns, to generate Eo volts, is obviously OL. It 
follows, therefore, that the short-circuit ratio is OL/OG\ it is a reasonably 
good measure of the ratio of the field strength to the armature strength. 
When, in the interest of economy, both the air gap and the volume of 
field copper are small, the short-circuit ratio will also be low; under this 
condition poor inherent regulation will result, and considerable field- 
excitation change will be required with change in load. Conversely, a 
large short-circuit ratio will involve a large air gap and a rather large 
expensive field winding; under this condition the inherent voltage regu¬ 
lation will be low, i.e.j good. In practice, synchronous generators will 
have short-circuit ratios that vary between values of 0.66 and 1.2. 

Initial Short-circuit Current. The problem is different when it is 
desired to predetermine the initial short-circuit current or the amount of 
the armature current at the instant a short circuit occurs (i.e., before 
the increased armature mmf has had time to react upon the field and 
reduce the amount of magnetic flux in the air gap). There will be nothing 
but the impedance of the armature windings to check the growth of the 
current, and, since the resistance of the windings is usually a small per¬ 
centage of their reactance, we may consider the IR drop to be negligible. 
It should be observed that the slot reactance, which, under normal oper¬ 
ating conditions, is correctly treated as a fictitious reactance, now’ becomes 
a real reactance similar to that of the end connections. (The end-con¬ 
nection reactance of the armature of a synchronous machine may be cal¬ 
culated by formula (75) on page 192.) The initial short-circuit current 
may, therefore, be calculated by assuming the full voltage developed in 
the armature at the time of the short circuit to be applied across a choke 
coil of reactance (A^end. + -X^-iota). The quantity X,iou can be obtained 
from formula (96) on page 229, by assuming the current le to be 1 amp. 
This would be the correct value to use when all the phases are short- 
circuited. When only one or two phase-windings of a polyphase machine 
are short-circuited, a correction must be made in evaluating the amount 
of the self-induced flux which links with the windings. 

Core-surface Reactance in Salient-pole Machines, In salient-pole 
machines there is yet another component of the total reactance to con¬ 
sider; this is the reactance of the flux paths over the cylindrical surface 
of the armature in the air space between the pole tips. This has not 
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previously been considered because, under normal operating conditions, 
the tendency of the belt of armature conductors between the pole tips 
to establish flux from tooth to tooth and from pole tip to pole tip is 
accounted for in any proper scheme for dealing with armature reaction. 
However, when a sudden short circuit occurs, this core-surface leakage 
flux* may be an important factor in determining the short-circuit current, 
and the reactance of the leakage paths over the armature surface between 
pole tips should be considered as a real reactance to be added to those of 
the slots and end connections. 

In order to calculate the leakage flux (Fig. 125), the following sim¬ 
plifying assumptions will be made: (1) The portion of the armature face 
between pole tips is a plane surface. (2) The position of the conductors 
carrying maximum current is halfway between pole tips. This is not 



Fig. 125. Illustrating calrulation of coro-siirfaco leakage flux. 

unreasonable inasmuch as the power factor is nearly zero when a short 
circuit occurs. (3) The distribution of current in the conductors is sinus¬ 
oidal over the armature periphery. This assumption is as previously 
made; it involves the idea of very narrow beltsof conductors, or a 
large number of slots with as many phases as there are slots. (4) The 
armature has a smooth surface, the fact that this surface is actually 
broken up by a succession of teeth and slots being disregarded. (5) The 
flux paths in air are semicircular arcs described from a center on the arma¬ 
ture periphery midway between pole tips. (6) The reluctance of the iron 
core is negligible. The symbols used are: 

D = diameter of armature core in inches 
la = gross length of armature core in inches 
p = number of poles 
B = distance between pole tips in inches 

* Sometimes referred to as zigzag leakage and belt leakagej being flux due to currents 
in the armature windings which is not accounted for as slot flux or end flux. 
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X = tooth pitch in inches 
C, = number of conductors per slot 
n, == number of slots per pole per phase 
Ic = rms value of current in armature windings in amperes 


With a sinusoidal current distribution having its maximum midway 
between poles, the distribution of armature mmf will also be sinusoidal 
and its maximum will occur under the center of the poles where its value 
is OAtt times the ampere-turns as given by formula (786) of Art. 86. 
Thus, 

F = 0.47r gilberts (97) 


At a distance x from the position of zero mmf, the armature mmf per pole 
is F sin x, and the permeance of a flux path in air of width dx is 2.54Zodx/ 
TTJ', whence 


d^B = 2F sin x 


2Mladx 


TTX 


The lower limit of integration is X/2 because the flux for smaller values of 
X is included in the formula for slot-leakage flux. The upper limit is 
J?/2, but, since both these (piantities are in inches they must be multi¬ 
plied by p/D \o express them in radians. Therefore, 

^ sn^ 

TT Jp\/2D ^ 


The average value of the angle x between the limits considered is small, 
and no appreciable error will be introduced by assuming that sin x is 
equal to x, whence 




X^.54/a y(p\ 
"tt \:2D/ 


{B - X) 


Substituting the value of F given by formula (97), we get 


= \A^CJJ, 




maxw^ells 


(98) 


The voltage component or IX drop due to the “cutting” of this flux by 
the armature conductors may be calculated in the same manner as w’hen 
developing formula (95) for the slot-flux emf component (p. 229); thus, 
on the sine-w^avc assumption, 

J A con* Burfaro — ” 4.444>B/(C’,n.p) 10“® 

Substituting from formula (98) we get 


TX, 


= IfiAfC.^n.ph (- 10-' 


volts 


(99) 
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tact in square inches between brushes and slip rings, and v is the peripheral 
velocity of the slip rings in feet per minute, the b^sh-friction loss will be 
approximately vA/lOO watts. 

The figures in the following table give usual (approximate) percentage 
efficiencies of synchronous generators on full load at 0.8 power factor, 
together with usual excitation losses (size of exciter) expressed as a per¬ 
centage of the kilovolt-ampere output of the generator. 


Kva 

rating 

Efficiency, 
per cent 

Exciter 
capacity, 
per cent 

50 

90 2 

5 

100 

91 

3 5 

500 

93 8 

2 0 

1,000 

95 

1 6 

5,000 

96 7 

1 0 

10,000 

97 2 

0 6 


Very large modern generators, using high-grade steel for the armature 
cores, have been built with efficiencies between 0.98 and 0.985. 

97. Illustrative Example. Regulation and Short-circuit Current of 
Turbo-alternator. Calculate the inherent regulation, the short-circuit 
current, and the efficiency of the 8,000-kva turbo-alternator designed in 
Illustrative Example of Art. 82 (stator) and Illustrative Example of Art. 
91 (rotor). All necessary particulars are to be taken from the design 
sheets of these problems, the quantities to be calculated from the design 
data being: 

a. The percentage inherent regulation (full-load current) w^hen the full 
load (80 per cent powder factor) is thrown off 

5. The short-(‘irciiit current (per phase winding) with full-load excita¬ 
tion—both instantaneous and steady values 

c. The efficiency at full load and specified power factor of 80 per cent 

Item a: Inherent Hcgulation, With varying degrees of tooth satura¬ 
tion—especially when, as in this design, all the rotor teeth are not of the 
same cross section—the only correct method of predetermining the open- 
circuit saturation curve (similar to Fig. 118, Art. 92) is to plot the flux 
distribution for different values of the exciting ampere-turns and calculate 
the emf developed in each case. It is not necessary to calculate a large 
number of values in this manner; two or three points taken with fairly 
high values of the exciting current will show how the tooth saturation 
affects the resulting flux; and a curve can be drawn connecting the known 
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straight part of the saturation curve with these ascertained values for 
the higher densities. 

The saturation curve for zero power factor can be drawn as explained 
in Art. 93 (Fig. 119), and the construction of Figs. 121 and 122 can be 
applied for obtaining curves giving the approximate connection between 
terminal volts and exciting current for any other power factor. We shall 
confine ourselves here to calculating the inherent regulation by the more 
correct but more tedious method of plotting flux curves. 

We know that, although 27,000 amp-turns per pole will develop the 
specified terminal voltage when no current is taken from the machine, 
this excitation must be increased to 37,000 amp-turns to give the same 
terminal voltage under full-load conditions (80 per cent power factor). 
If, then, we can calculate the voltage, with this greater field excitation, 
when the load is thrown off, the inherent regulation can be predetermined, 
and, incidentally, we shall obtain a point on the open-circuit character¬ 
istic corresponding to a fairly high value of the excitation. 

The required flux curve, marked Boy has been plotted in Fig. 114. It 
is derived, like any other flux curve, from the mmf curve Mo of Fig. 115 
by using the saturation curves of Fig. 112 which must be extended beyond 
the limits of the diagram in order to read the flux values for the higher 
degrees of excitation. Careful measurements of the flux curve Bo give 
an area over the pole pitch of 129 unit squares, and, if we assume the 
form factor of the resulting emf wave (not plotted) to be the same as for 
the open-circuit wave at normal voltage, the emf corresponding to the 
flux Bo will be 


3,810 X 129 
108 


= 4,550 volts 


where 108 is the area of flux curve B (Fig. 114) and 3,810 is the terminal 
voltage divided by \/3? because the three windings on the armature are 
star-connected. The inherent regulation at 80 per cent power factor is, 
therefore. 




4,550 - 3,810 
3,810 


19.5 per cent 


which is the answer a. 

Item b: Short-circuit Current, On the assumption that the inductance 
of the armature windings can be correctly calculated, the short-circiuit 
current corresponding to any given field excitation can readily be deter¬ 
mined by the method described in Art. 95. The curve marked volts (Fig. 
126) is the open-circuit characteristic of the machine, the scale of ordi¬ 
nates being on the left-hand side of the diagram. The construction shows 
that, in order to develop the flux necessary to produce full-load current 
(700 amp) in the short-circuited windings, 1,900 amp-turns per pole are 
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required. This is the excitation which will develop an apparent^' emf 
equal to the sum of IX drop (ends) and IX drop (^lots), the effect of the 
IR drop being negligible. The armature mmf is almost directly demag¬ 
netizing, and the ampere-turns per pole must, therefore, be 1,900 -h 
11,340 = 13,240 (the figure 11,340 is calculated on page 242). The cur¬ 
rent curve, within the range of the diagram, will be a straight line, and, 
with the full-load excitation of 37,000 ampere-turns, the short-circuit cur¬ 
rent will be 1,950 amp, or 2.8 times normal. This is the steady value 
which the short-circuit current would attain if the field excitation were 
gradually brought up to full-load value; but at the instant of the occur¬ 
rence of a short circuit with full-load excitation, the current would be 
limited only by the impedance of the stator windings, which must set 



Fig. 126. Curves of open-circuit voltage and short-circuit current—8,000-kva turbo¬ 
generator. 

up a flux of self-induction equal to the total flux. If we neglect the effect 
of iron saturation and the changes in the paths of the flux leakage lines, 
the momentary current might be 700 X (4,030/340) = 8,300 amp, or 
nearly 12 times normal-load current. The number 4,030 is OE^ of Fig. 
IIG, and the denominator 340 is the sum of the IX voltage drops, which, 
on ac'count of the IR drop being relatively negligible, is the same as OE^ 
of Fig. 123. 

The momentary short-circuit current might even be greater than this, 
depending upon the instantaneous value of the generated emf when the 
short circuit occurs, and the windings should be arranged, if possible, to 
withstand without injury the mechanical forces exerted on the coils under 
this condition. If this cannot be done, reactance coils external to the 
machine must be provided; but the tendency today is to design machines, 
even of the largest sizes, with sufficient internal magnetic leakage to 
prevent mechanical injury due to excessive magnetic forces on short cir¬ 
cuit (refer to Art. 153). 
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When calculating the initial short-circuit current for machines with 
salient poles, the impedance of the armature windings is still further 
increased by what has been called the core-surface reactance, which pro¬ 
duces the IX drop, as given by formula (99) on page 257. The reason 
why a leakage-flux component equivalent to the flux (Fig. 125) is not 
calculated for the design with cylindrical rotor now under consideration 
is that the flux lines in the air gap have been included in the slot-leakage 
flux. These are the dotted lines shown in the space marked Pz in Fig. 110. 
It is assumed that the solid iron teeth of the field magnet (rotor) will 
oppose the sudden growth of a magnetic field through the teeth or the 
body of the rotor. If the rotor teeth were laminated, it would be reason¬ 
able to assume a reduction of the short-circuit current on account of 
what would be called zigzag or belt-leakage flux. 

Item c: Efficiency. The calculation of efficiency under different con¬ 
ditions of loading was illustrated in the Illustrative Example of Art. 63 
in connection with the design of a d-c dynamo. In this problem we shall 
determine the full-load efficiency only. 

The windage and bearing friction loss is very difficult to estimate, but 
some approximate figures were given in the Illustrative Example of Art. 
63. We shall assume 1.1 per cent of the total kilovolt-ampere output 
for the loss due (mainly) to the friction of the air passing through the 
axial ducts, and also to friction in the outside bearing. It is assumed that 
the losses in the bearing on the side of the prime mover are included in 
the steam-turbine efficiency. The power necessary to drive the blower 
is not included in the above estimate of the windage and friction loss. 

For the calculation of iron losses, the student is referred to Art. 52, and 
the Illustrative Example of Art. 53, where the method of determining 
the tooth losses was explained; but, since the maximum air-gap density 
under full-load conditions, as indicated by curve C of Fig. 114, does not 
differ appreciably from the maximum of the open-circuit curve -B, we 
shall not trouble to correct the tooth losses as previously calculated. 

With reference to the iron in the body of the stator, the flux indicated 
by the area of the load flux curve C (Fig. 114) does not all enter the core 
below the slots, because this total flux includes the slot-leakage flux, as 
explained in Art. 88. The position of the conductors carrying the maxi¬ 
mum current coincides with the zero point on the armature mmf curve. 
The point where the resultant mmf curve crosses the datum line is the 
neutral zone, under the given load conditions. This is the position 17® 
(Figs. 114 and 115); and the current in the conductor will be approxi¬ 
mately 700 X cos 53° = 420 amp. The slot-leakage flux corresponding 
to this particular current—the total not the ‘‘equivalent’^ flux—can be 
calculated as explained in Art. 89, when deriving formula (90) which, how¬ 
ever, gives the equivalent and not the total slot-leakage flux. If is 
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the calculated slot flux, and $ is the total flux per pole in the air gap, then 
the flux actually carried by the section of the armature iron below th^ 
slots is (<^>/2) — This correction is a refinement which need not be 
applied in the case of a turbo-alternator, in which the pole pitch is always 
large, causing to be small in relation to <l>; but in machines with a small 
pole pitch—especially if there is only one slot per pole per phase—the 
correction should be made. 

The full-load flux per pole is 66.3 X 10® maxwells as against 62.7 X 10® 
on open circuit. With the increase of flux density, the loss per pound of 
iron will be about 2.75 instead of 2.45 watts, and the full-load iron loss 
will, therefore, be 0.3 X 28,000 = 8.4 kw more than on open circuit, thus 
bringing the total iron loss up to (say) 109 kw. 

The loss at the slip rings may be calculated by the approximate formula 
given in Art. 96. The diameter of the slip rings will probably not be 
less than 15 in., so that the rubbing velocity will be [(tt X 15)/12] X 
1,800 = 7,100 fpm. The contact area of the two sets of brushes (to 
carry 514 amp) might be 5 sq in., making the loss from this cause [(7,100 
X 5)/100] = 355 watts, which is negligible in comparison with the other 
losses. 

Adding up the separate losses, we have: 

Kw 


WindagcMind friction. 88 

Stator iron. . . . 109 

Stator copper (Illustrative Example, Art. 82) . 25 

Rotor copper (Illustrative JOxample, Art. 91) .... 00 

Total . ... ^ 


The kilowatt output is 0.8 X 8,000 = 6,400 and the efficiency, exclud¬ 
ing losses in exciter and in air blower external to the generator, is, there¬ 
fore, [6,400/(6,400 + 288)] = 0.957. 

TEST PROBLEMS 

(Chaps. 8 and 9) 

It is not an easy matter to illustrate the contents of this and the preceding chapter 
with short numerical problems, and the few problems here given do not adequately 
cover the contents of the last two chapters. It is suggested that, in order to make the 
best use of the text, actual designs should be worked through to completion. Thus, 
assuming the armature of a machine to have been designed generally as in Illustrative 
Example of Art. 82, the calculations for the complete machine should be made and its 
performance and efficiency predetermined by following item by item the procedure of 
Illustrative ICxamples of Arts. 91 and 97. 

1. Given: salient-pole alternator; exciter volts = 125; per cent drop in field rheostat 
« 20; field ampere-turns per pole = 10,000; number of poles » 12; diameter of 
(cylindrical) pole core 10 in.; depth of field winding *= 2 in.; current density in field 
wire «■ 1,510 amp per sq in. Calculate (a) the cross section of the wire in circular 
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mils, (b) the number of turns per pole of the field winding (assume resistance per 
circular mil per inch = 1 ohm). Ans. (a) 45,500, (h) 185.5. 

2. Given: current per armature conductor = 141 amp; number of inductors per 
slot = 13; number of slots per polo per phase = 2; number of poles = 12. Calculate 
the maximum value of the armature ampere-turns. Ans. 4,950. 

8. Given a three-phase delta-connected generator; external power factor = 0.866; 
terminal volts = 2,200; IR drop per phase winding = 50 volts; IX drop (ends and 
slots) per phase winding = 200 volts; resultant ampere-turns to develop apparent’^ 
voltage in armature = 9,000; armature ampere-turns per pole (maximum value) = 
4,000. Calculate (a) the angle p between current vector and open-circuit cmf vector, 
(b) approximate ampere-turns on field pole under the above conditions. 

Ans. (a) 48°, 15 min.; (h) 11,700. 

4. Given: 1,000-kva 2,200-volt 3-phase Y-connected generator having a resistance 
per phase winding of 0.1 ohm, and a total reactance per phase winding of 0.2 ohm. 
The flux per pole on open circuit is 5,000,000 maxwells. Calculate the flux per pole 
under full-load conditions. Ans. 5,200,000 maxwells. 

6. Given: the full-load curve of flux distribution in air gap of three-phase generator 
is a sine wave of maximum value 7,000 gauss; full-pitch winding with 2 slots per pole 
per phase; 12 poles; 60 cycles; armature diameter = 45 in.; gross length of armature 
core = 18 in.; number of inductors per phase = 256. Calculate the mean value of 
the full-load '‘apparent” generated voltage per phase winding. Ans. 1,810 volts. 

6. Given: 100-kva generator; iron loss = 2,100 watts; windage and friction loss = 
700 watts; PR (armature) = 1,200 watts with full-load current; PR, field, at full 
load on 0.8 power factor = 1,200 w^atts; PR loss, field, at no load = 900 w atts (assume 
straight-line law between and beyond these limits). Calculate efficiency at 0.8 power 
factor with 1 full-load current. Ans. 0.945. 



CHAPTER 10 


POLYPHASE INDUCTION MOTORS—DESIGN OF 
THREE-PHASE MOTOR 


98. Introductory. In a three-phase generator, the rotation of the 
field magnet system generates three-phase currents in the armature wind¬ 
ings. If the field system is removed and replaced by a laminated iron cyl¬ 
inder, a rotating magnetic field will be produced in the cylinder (through 
the air gap) when the armature (stator) windings are excited from a three- 
phase supply. If the laminated cylinder (rotor) is provided with slots 
containing copper bars short-circuited at both ends, it will be dragged 
round by the rotating field, because, if the rotor conductors are not 
allowed to follow the field, heavy currents will be generated in them, and 
these will develop magnetic poles that tend to make the rotor rotate in 
the same direction as the revolving field. It is only when the speed of 
the rotor is exactly the same as that of the field (synchronous speed) that 
there will be no emf generated in the short-circuited conductors. Thus it 
is the ^^slip’’ of the rotor, or difference between field revolutions and rotor 
revolutions, which causes emfs to be generated and currents to flow in 
the rotor windings. This, in brief, is the principle of operation of the 
rotating-ficld, polyphase induction motor with which the student is sup¬ 
posed to be generally familiar. 

The most scientific method of studying the theory underlying the per¬ 
formance of induction motors is to consider this type of motor as a special 
case of the a-c transformer. Thus, whether the rotor coils are moving 
slowly or fast, wo should, properly, consider separately the two compo¬ 
nents of emf generated in them, the one being the emf due to transformer 
action (the pulsating fluxes set up by the magnetizing currents in the— 
stationary—primary windings), and the other being the emf of rotation 
due to the cutting of the (pulsating) fluxes as the rotor rotates. Since 
the effect of these actual pulsating flux components of a polyphase stator 
field is equivalent to that of a resultant field rotating at a particular 
speed known as the ‘‘synchronous speed/^ it is permissible to substitute 
this rotating field for the actual component pulsating fields, and the design 
of an induction motor may, therefore, be carried out on lines almost 
identical with those on which other dynamo-electrical machines have 

.^65 
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been designed in preceding chapters of this book. We shall, therefore, 
think of the rotor conductors being cut by the flux set up by the stator 
windings as in a dynamo or a-c generator, except that the rate of cutting 
will not be directly proportional to the speed of the machine, but to 
rence between the speed of the rotating field and that of the rotor, 
rate of cutting of the stator conductors by the rotating field is con- 
it, and equal to the inside periphery of the stator stampings multiplied 
&y the synchronous speed. 

99. Design of Induction Motors. Much of what has been^'feaid in 
connection with alternator and dynamo design is applicable to the design 
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Fig, 127. I’owor factor of three-phase induction motors. 

of induction motors. We shall consider a certain flux of ^ maxwells per 
pole in the air gap, resulting from the magnetizing currents in all the 
windings on the stator. This flux revolves around the axis of the machine 
at synchronous speed and is cut by the stator conductors (to which it 
owes its existence) and also by the rotor conductors when the rotor speed 
is not exactly the same as that of the field. By synchronous speed is 
meant the speed in revolutions per minute at which the magnetic field 
in the air gap appears to rotate. This is, obviously, N in the formula 
/ = (p/2) X (N/60) as used in dynamo and alternator design. 

We shall assume a sinusoidal distribution of flux density in the air-gap, 
and sine-wave emf and current quantities, the maximum values of which 
are ir/2 times the mean values. The air gap in induction motors is made 
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as small as possible to keep down the amount of the magnetizing com¬ 
ponent of the stator current which gives rise to the flux, and we shall ilot, 
at first, concern ourselves with the excitation necessary to establish the 
'hiagnetic field. 

Usiuil Values of Efficiency and Power Factor, In order to estimaf 
probable input and current per phase for a machine of which the mecHph 
ical output is specified, some approximate figures are required. The 
curveAp^ Fig. 127 may be used to estimate the probable full-load power 
factAwrf a three-phase induction motor, while Fig. 128 gives usual full¬ 
load efficiencies. Also, the accompanying tables represent actual per¬ 
formance data for 60-cycle general-purpose squirrel-cage and wound- 
rotor induction motors; the values given may be used to check design 
calculations. 
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Fio. 128. Efficiency of three-phase induction motors. 


100. Usual Values of Flux Density and Specific Loading. The 

average value of the flux density over the pole pitch is defined as S'' == 
f>/rZo, where ^ is the total number of maxwells per pole of the rotating 
field, r and la are the pole pitch and the gross (axial) length of the stator, 
both in inches, the density S'' being the average air-gap density in lines 
per square inch. On the sine-wave assumption, the maximum value of 
the air-gap flux density is {w/2)Bgy and it is important that this should 
Aot be so high as to cause magnetic saturation of the teeth. The maxi¬ 
mum tooth density is Bt = {Tr/2)Bg{'Kla/tln) where X, f, and In stand, 
respectively, for tooth pitch, tooth width, and net length of stator core. 
Thus Bg is seen to depend upon the relation of t and X, and on the maxi¬ 
mum permissible flux density in the teeth. In practice, the usual range 
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TABLE OF PERFORMANCE DATA FOR 
60-CYCLE GENERAL-PURPOSE SQUIRREL-CAGE INDUCTION MOTORS 




Rpm 

Amp at 
full load 


Locked 


Torque 

Ib-ft 


Per cent 

Power 

Hp 

Poles 

at 





rotor 







em- 

factor 

full 





amp at 







ciency 

at full 



load 

220 

volts 

440 

volts 

220 volts 

Full 

load 

Max 

Stall¬ 

ing 

load 

load 


2 

3,450 

2 

9 

1 45 


1 52 

4 

5 

2 

6 

82 

0 

82 

1 

4 

1,750 

3 

2 

1 

0 

25 

3 00 

9 

0 

5 

9 

80 

0 

76 


6 

1,100 

3 

0 

1 

8 


4 . 

53 

12 

4 

9 

0 

80 

0 

68 


8 

870 

4 

0 

2 

0 


0 04 

15 

0 

9 

0 

78 

0 

63 


2 

3,500 

5 

4 

2 

7 


3 

0 

8 

2 

5 

2 

83 

0 

87 

2 

4 

1,750 

5 

8 

2 

9 

15 

0 

0 

18 

0 

15 

0 

83 

0 

81 


6 

1,100 

0 

0 

3 

3 


9 

1 

22 

7 

10 

0 

82 

0 

72 


8 

870 

7 

0 

3 

8 


12 

1 

27 

1 

18 

0 

79 

0 

05 


2 

3,500 

7 

8 

3 

it 


4 

5 

11 

2 

7 

8 

85 

0 

89 

3 

4 

1,750 

8 

i 

4 

2 

(iO 


0 

25 

0 

23 

0 

85 

0 

82 


0 

1,100 

9 

0 

4 

8 


13 

0 

31 

0 

21 

0 

84 

0 

73 


8 

870 

10 

8 

5 

4 


18 

1 

10 

7 

27 

9 

84 

0 

05 


2 

3,500 

13 

0 

6 

5 


7 

5 

10 

8 

11 

0 

85 

0 

89 

5 

4 

1,750 

13 

0 

0 

8 

90 

15 

0 

33 

7 

28 

0 

85 

0 

85 


6 

1,100 

15 

0 

7 

5 


22 

7 

51 

0 

30 

0 

85 

0 

77 


8 

870 

10 

4 

8 

2 


30 

2 

08 

0 

39 

0 

84 

0 

71 


2 

3,500 

19 

2 

9 

(> 


11 

3 

24 

0 

17 

0 

85 

0 

90 

7*2 

4 

1,750 

20 

0 

10 

0 

120 

22 

5 

48 

0 

39 

0 

85 

0 

87 


6 

1,100 

21 

0 

10 

8 


34 

0 

73 

0 

51 

0 

85 

0 

80 


8 

870 

23 

0 

11 

5 


45 

3 

97 

0 

50 

0 

81 

0 

70 


2 

3,500 

25 

0 

12 

8 


15 

0 

30 

0 

22 

0 

85 

0 

90 

10 

4 

1,750 

20 

1 

13 

2 

150 

30 

0 

00 

0 

52 

0 

85 

0 

87 


0 

1,100 

28 

0 

I 1 

0 


15 

3 

90 

0 

08 

0 

85 

0 

82 


8 

870 

30 

0 

15 

o' 


00 

1 

120 

0 

75 

0 

85 

0 

77 


2 

3,500 

38 

0 

19 

0 

1 

22 

s 

15 

0 

31 

o| 

80 

0 

90 

15 

4 

1,750 

39 

0 

19 

5 

225 1 

15 

0 

90 

0 

71 

0 

80 

0 

88 


6 

1,100 

40 


20 

0 

1 

OS 

0 

130 

0 

95 

0 

8() 

0 

85 


8 

870 

43 

0 

21 

5 


90 

0 

181 

0 

113 

0 

8() 

0 

79 


2 

3,500 

50 

0 

25 

0 


30 

0 

00 

0 

45 

0 

87 

0 

90 

20 

4 

1,750 

51 

0 

25 

5 

2'>.5 1 

00 

0 

120 

0 

90 

0 

87 

0 

88 


0 

1,100 

53 

0 

20 

5 

1 

90 

() 

181 

0 

122 

0 

87 

0 

85 


8 

870 

50 

0 

28 

0 


121 

0 

212 

0 

151 

0 

87 

0 

80 


2 

3,500 

02 

0 

31 

0 


37 

5 

75 

0 

56 

0 

88 

0 

90 

25 

4 

1,750 

()2 

0 

31 

0 

06.5 

75 

0 

150 

0 

112 

0 

88 

0 

89 


6 

1,100 

04 

0 

32 

0 


113 

0 

226 

0 

152 

0 

88 

0 

87 


8 

870 

09 

0 

34 

5 


151 

0 

302 

0 

188 

0 

88 

0 

81 
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TABLE OF PERFORMANCE DATA FOR 
60-CYCLE GENERAL-PURPOSE SQUIRREL-CAGE'INDUCTION MOTORSl— 

(Continued) 


Hp 

Polos 

Rpm 

at 

full 

load 

Amp at 
full load 

Locked 
rotor 
amp at 
220 volts 

Torque, Ib-ft 

Per cent 
effi¬ 
ciency 
at full 
load 

Power 
factor 
at full 
load 

220 

volts 

440 

volts 

Full 

load 

Max 

Start¬ 

ing 


2 

3,500 

74 

37 


45 

90 

67 

89 

0 90 

30 

4 

1,750 

74 

37 

435 

90 

180 

135 

89 

0 89 


f> 

1,160 

7C 

38 


136 

272 

183 

89 

0.87 


8 

870 

82 

41 


181 

362 

226 

88 

0 82 


2 

3,500 

90 

49 


60 

120 

81 

89 

0 90 

40 

4 

1,750 

90 

49 

575 

120 

240 

180 

89 

0 90 


() 

1,160 

100 

50 


181 

362 

244 

89 

0 88 


8 

870 

106 

53 


242 

484 

302 

88 

0 84 


2 

3,500 

122 

1 

61 


75 ^ 

1 150 

93 

89 

0 90 

50 

4 

1,750 

122 

61 

725 

150 

1 300 

225 

89 

0 90 


0 

1, KiO 

12(i 

63 


227 

1 451, 

306 

89 

0 88 


8 

870 

132 

66 


302 

1 702 

1 

1 377 

88 

0 84 


2 

3,r>oo 

182 

91 


' 113 

, 22()! 

1 124 

90 

0 90 

75 

4 

1,750 

182 

91 

1,075 

' 225 

' 1.50 

1 337 

90 

0 90 


() 

1,160 

j 188 

94 


240 

080 1 

1 458 

90 

0 88 


8 1 

870; 

102' 

9() 

1 

453 

‘ 000 

1 

565 

89 

0 86 


2 

3,500 

242 

121 

1 

150 

300 

165 

90 

0 90 

100 

4 

1,750 

242 

121 

1 1,450 

300 

600 

375 

1 90 

0 90 


0 

1,160 

248 

124 

1 

1 \ 

906 

5(>5 

90 

0 88 


8 

870 

256| 

128 


1 601 1 

1 1 

1,208 

755 

89 

0 86 


4 

1,750 

300 

150 

1 

.175 

750 

410 

90 

0 90 

125 

(i 

1,160 

1 306 

153 

1,800 ' 

:m 1 

1 1,132 

705 

90 

0 90 


8 

870 

316 

158 

i 

7551 

1 1,510 

940 

89 

0 89 


10 

600 

324 

162 


1 95111,902 

1,140 

89 

0 89 


4 

1,750 

354 

177 


450 

900 

405 

91 

0 91 

150 

() 

1,160 

360 

180 

2,175 

080 

1 1,360 

850 

91 

0 91 


8 

870 

366 

183 


906 

1,812 

1,130 

90 

0 90 


10 

690 

380 

190 


1,141 

2,282 

1,370 

89 

0 89 


4 

1,750 

474 

237 


600 

1,200 

600 

91 

0 91 

200 

0 

1,160 

480 

240 

2,900 

906 

1 ,812 

1,130 

91 

0 91 


8 

870 

488 

244 


1,208 

2,410 

1,510 

90 

0 90 


10 

690 

506 

253 


1,522 

3,044 

1,825 

89 

0 89 


4 

1,750 

590 

295 


750 

1,500 

750 

91 

0 91 

250 

6 

1,160 

596 

298 

3,600 

1,133 

2,266 

1,415 

91 

0 91 


8 

870 

1 604 

302 


1,510 

3,020 

1,855 

90 

0 90 


10 

690 

! 618 

309 


1,903 

3,806 

1 

2,280 

90 

0.90 
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TABLE OF PERFORMANCE DATA FOR 
60-CYCLE WOUND-ROTOR INDUCTION MOTORS 


Hp 

Poles 

Rpm at 
full 
load 

Full-load amp 
at 220 volts 

Torque, Ib-ft 

Per cent 
effi¬ 
ciency 
at full 
load 

Power 

factor 

Stator 

Rotor 

Full load 

Max 

at full 
load 

1 

6 


3.85 

■i 

4.8 

9.2 

73 

0.70 


8 

845 

3.85 

■■ 

6.2 

16.4 

73 

0.69 



Hi 

6.2 

17.2 

6.2 

14.0 

78 

0.82 

2 



7.1 


9.5 

19.0 

77 

0.72 



■1 

7.7 

18.0 

12.3 

31.5 

76 

0.67 


4 

1,700 

8.8 


9.3 

19.0 

81 

0.83 

3 

6 

1,140 


21.0 

13 9 

28.0 


0.78 


8 

855 

10.8 


18.4 


80 

0.68 


4 

1,700 

13.6 

30.5 

15.5 

33.0 

84 

0.86 

5 

6 

1,140 

14.8 

27.5 


46.0 

82 

0.81 


8 

855 

16.5 

30.0 


62.0 

83 

0.72 


4 

1,700 

19.9 


23.2 

47.0 

85 

0.87 


6 

1,140 

21,0 

27.7 

34.4 

72.0 

85 

0.83 


8 

870 

26.9 

29.2 

45.0 

100 

85 

0.64 


4 

1,725 

25.9 

28.0 

30.5 

90 

88 

0.86 

10 

6 

1,145 

27.4 

30.0 

45.9 

91 

85 

0 84 


8 

840 

30.0 

52.5 

62.0 

150 

83 

0.78 


4 

1,700 

43.0 

57.0 

46.3 

110 

87 

0.86 

15 

6 

1,125 

41.6 

60.5 

70.0 

160 

85 

0.83 


8 

840 

44.0 

64 0 

94.0 

200 

85 

0.79 


4 

1,720 

52.0 

61.0 

61.0 

150 

87 

0.87 

20 

6 

1,145 

53.0 

62.5 

91.0 

220 

86 

0.85 


8 

835 

57.0 

104 

126.0 

230 

85 

0.81 


4 

1,720 

64 

66 

77 

195 

86 

0.87 

25 

6 

1,130 

67 

97 

116 

300 

86 

0.85 


8 

840 

70 

103 

158 

225 

86 

0.82 


4 

1,740 

78 

70 

90 

300 

86 

0.88 

30 

6 

1,145 

79 

93 

137 


87 

0.85 


8 

850 

82 

132 

185 


86 

0.83 


4 

1,740 

101 

79 

121 

360 

87 


40 

6 

1,145 

102 

138 

184 

400 

87 

0.87 


8 


106 

141 

245 

500 

86 

0.85 
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TABLE OF PERFORMANCE DATA FOR 
60-CYCLE WOUND-ROTOR INDUCTION MOTORS.—(ConWwtterf) 


Hp 

Poles 

Rpm at 
full 
load 

Full-load amp 
at 220 volts 

Torque, Ib-ft 

Per cent 
effi¬ 
ciency 
at full 
load 

Power 
factor 
at full 
load 


Rotor 

Full load 

Max 


4 

1,720 

91 

123 

152 

360 

87 

0 91 

50 

6 

1,170 

85 

128 

225 

750 

90 

0 85 


8 

870 

82 

135 

300 

850 

89 

0 81 


10 

G85 

80 

140 

385 

950 

87 

0 80 


4 

1,755 

183 

145 

225 

560 

90 

0 89 

75 

6 

1,165 

188 

148 

338 

900 

90 

0 87 


8 

870 

193 

145 

453 

1,200 

89 

0 85 


10 

695 

200 

146 

565 

1,350 

88 

0 80 


4 

1,760 

244 

142 

300 

750 

90 

0 90 


6 

1,165 

246 

192 

450 

1,050 

90 

0 88 

!00 

8 

870 

256 

150 

600 

1,500 

90 

0 85 


10 

695 

265 

207 

755 

1,525 

88 

0 83 


12 

580 

314 

164 

905 

2,000 

88 

0 73 


4 

1,760 

304 

131 

375 

1,100 

90 

0 90 


6 

1,170 

306 

200 

560 

1,300 

91 

0 88 

125 

8 

875 

316 

210 

750 

1,700 

90 

0 86 


10 

695 

325 

228 

945 

1,900 

89 

0 84 


12 

580 

350 

170 

1,130 

2,400 

89 

0 79 


4 

1,760 

360 

134 

450 

1,200 

90 

0 90 


6 

1,170 

367 

152 

675 

1,500 

91 

0 89 

150 

8 

875 

373 

217 

900 

2,000 

90 

0 88 


10 

()95 

387 

220 

1,135 

2,275 

90 

0 84 


12 

580 

400 

225 

1,350 

3,000 

• 

89 

0 80 


4 

1,760 

480 

175 

600 

1,300 

90 

0 90 

200 

() 

1,170 

484 

173 

900 

2,000 

91 

0 88 


8 

875 

490 

237 

1,200 

2,500 

91 

0 88 


12 

580 

500 

210 

1,800 

4,250 

90 

0 87 


of maximum densities in the minimum section of the iron of induction 
motor teeth, expressed in lines per square inch, is as follows: 

For / *= 25, Bf lies between 90,000 and 125,000, a common value being 

= 100 , 000 . 

For / = 60, B't' lies between 75,000 and 105,000, a common value being 
B'/ = 85,000. 

The flux density in the stator core below the teeth will generally be 
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between 50,000 and 85,000 lines per sq in. in 60-cycle induction motors, 
the usual range for 25-cycle machines being from 65,000 to 100,000 lines. 
These figures refer to the maximum density of the rotating flux, that is to 
say, of the resultant flux in the stator ring due to the combined magnetiz¬ 
ing effect of all the phase windings. 

The air-gap density may have to be kept below what would be per¬ 
missible if the resulting tooth densities alone were considered. It is usu¬ 
ally desirable to keep the magnetizing component of the stator current as 
small as possible, which involves not only a small air gap, but low flux 



Brake horsepower 

Fig. 129. Curves Kiving appioximate values foi the statoi aiupeie-conduetors per inrh 
of air-gap periphery of iiKiuction motor. 

densities in air gap and teeth. Usual values for the average air-gap den¬ 
sity over the pole pitch, expressed in lines per scpiare inch, are as follows: 

For / = 25, TVg lies between 28,000 and 45,000, a common value being 
around 35,000. 

For / = 60, Bg lies between 23,000 and 38,000, a common value being 
around 26,000. 

The higher values of air-gap density occur in machines of large output, 
large diameter of rotor, low voltage, and small number of poles. 

Specific Loading, This is the quantity q as used in dynamo and alter¬ 
nator design. It is the ampere-conductors per inch of air-gap periphery- 
the length around the air gap being practically the same whether meas¬ 
ured on the outside of the rotor or inside of the stator, because of the 
very small clearance between the two. Thus, in a three-phase motor, 
q == ZZIc/ttD, where Z is the number of face conductors per phase, Ic is 
the current per conductor, and D is the air-gap diameter in inches. Usual 
values of q are given in the curves of Fig. 129. 



Art. 102 


POLYPHASE INDUCTION MOTORS 


273 


101. Usual Values of Slot Pitch. The slot pitch X is equal to the pole 
pitch divided by the number of slots per pole. The designer has no defi¬ 
nite rules to guide him in deciding upon the number of slots per pole. 
Generally speaking, a large number of slots is desirable; but this increases 
the amount of space taken up by insulation, and it increases the weight 
and cost of the machine. The number of slots in the stator should be 
divisible by 2 for two-phase motors, and by 3 for three-phase motors. It 
is usual to provide a number of slots which is also divisible by the number 
of poles, but windings can be devised for stators having a fractional num¬ 
ber of slots per pole. Machines with 8 and 10 slots per pole are suitable 
only for two-phase motors. The table shown below gives the usual num¬ 
ber of slots per pole for different values of the pole pitch. As a general 
rule, it is desirable to make the width of the slot approximately equal 
to the tooth width at the internal diameter of the stator. 



Number of 

Pole pitch 

slots per 

T in. 

pole 

3 to 4 

6 or 8 

5 

8 or 9 

0 

8 , 9, or 10 

7 

9 or 10 

8 to 9 

9, 10, or 12 

10 

10 or 12 

12 to 14 

12 or 15 


The slot depth ranges from about I up to 3 in. in very large motors. 
A 100-hp motor would generally have a depth of slot not exceeding 2 in. 

102. The Output Equation. Expressed in horsepower, the output of a 
polyphase motor is 

hp = Eh cos e X 

where E — volts per phase winding, being 1 /\/i^ times the supply voltage 
if the stator is three-phase star-con!iected 
Ic == effective current (rrns value) per stator conductor 
cos 6 = power factor of motor 
rj = efficiency 

In order to make this formula of use in determining the leading dimen¬ 
sions of the machine, certain substitutions must be made. The quantity 
E may be expressed by formula (64a) which Avas developed in Art. 69 
dealing with a-c generators; thus, on the sine-wave assumption. 




274 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 10 


Therefore, 


Also, 


= 5.81NB'JDUZ X 10-1® 

nZIc j . T <pfl^ 

and 


Substituting the values of E and in the formula for horsepower, 


Hence, 


hp 


5.8l(NB'JDUZ X 10-i«) 



cos e X ^ 


4.07 X hp X IQii 
BgqNdrj cos 6 


( 100 ) 


where D and la are the diameter and axial length of the air gap expressed 
in inches, and d is the winding factor, t.e., the product of the distribution 
factor k and the pitch factor fc', formulas (65) and (66), respectively. 

As the output equation properly shows, the quantity DHay which is 
actually a measure of the physical volume of the machine, depends, among 
other things, upon the horsepower per revolution. This is particularly 
significant because it indicates that, for a given value of DHat size, 
the horsepower output of a motor increases as the speed is raised. Or, 
to put it another way, this implies that two-pole motors are generally 
smaller and less expensive to build than are those designed for multipolar 
operation. Moreover, since present-day motors are manufactured in 
accordance with National Electrical Manufacturers Association (NEMA) 
frame sizes and standards, it is important to recognize that motor manu¬ 
facturers may employ each lamination design for several combinations 
of horsepower output and speed. 

Ratio of Air-gap Diameter to Axial Length. It is not possible to lay 
down hard-and-fast rules regarding the relation of the diameter of rotor 
(or stator) to the length measured parallel to shaft (z.c., the total thick¬ 
ness of stampings in the iron core, including vent ducts and insulation 
between stampings). The number of poles is an important consideration 
and, for a definite relation between pole pitch and axial length, we would 
have la a D/py the condition for a square polar area being 1^ r = 
vD/p; but large variations are permissible. There are many factors 
governing this ratio, which include economical considerations, such as the 
labor cost of assembling the parts, even when alternative designs show 
no appreciable difference in material cost. The peripheral velocity must 
also be considered and kept within reasonable limits, but the proper 
diameter D is rarely determined on this basis. It is obvious that, if we 
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can decide upon a suitable value for either r or Z®, the other dimension is 
obtained from the output equation (100). The pble pitch r will evidently 
depend somewhat upon the horsepower per pole and will be considerably 
larger in a machine of large output and few poles than in a machine of 
small output and many poles. On the basis of the same output per pole, 
the area of the air gap (r X U) must be larger for a low-frequency than 
for a high-frequency machine, because of the slower rate of cutting of the 
flux by the conductors in the slots. (This slower rate of cutting is not 
entirely compensated for by the fact that slightly higher flux densities 
are permissible with the lower frequencies.) Thus, the pole pitch t 
will generally be greater in 25-cycle motors than in 60-cycle motors. The 
values of r found in commercial machines are the result of considering 
all the controlling factors. The following dimensions are usual, but con¬ 
siderable departures therefrom are permissible. It will, of course, be 
understood that, since the pole pitch is equal to xD/p, it is not usually 
an exact number of inches, and the figures here given are approximate 
only. 


APPROXIMATE USUAL VALUES OF POLE PITCH (r) 


Hp 

per pole 

/ = GO 

/ = 25 

T, in. 

V 

r, in. 

I 

V 

1 

4 

2,400 

5 

1,250 

2 

5 

3,000 

6^4 

1,560 


6 

3,600 

IH 

1,875 

8 

7 

4,200 

8?4 

2,190 

15 

8 

4,800 

10 

2,500 

25 

9 

5,400 

nxi 

2,810 

40 

10 

6,000 

\2H 

3.130 

60 

11 

6,600 

13?i 

3,440 

85 

12 

7,200 

15 

3,750 

120 

13 

7,800 

1 

16 

4,000 


103. Peripheral Velocity—Ventilating Ducts. The peripheral velocity 
of the rotor in feet per minute is r = irDN/Vl, However, since N = 
120//p (very nearly, for inducjtion motors) and r = rrD/p, the peripheral 
speed may be expressed in terms of frequency and pole pitch as follows: 

V = 10/r (101) 

Thus, for a given frequency, the peripheral speed is directly proportional 
to the pole pitch, and it, therefore, increases with the output per pole. 
Values for v corresponding to particular pole-pitch dimensions are given 
in the foregoing table. 
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Ventilating Ducts, Radial vent ducts are provided in the stator core 
as in the armature cores of a-c generators (refer to Arts. 16 and 58). 
They should be about % to 3^ in. wide, and their number will depend 


Peripheral velocity v, 
fpm 

1.500 
3,000 

4.500 

6,000 


Thickness of stack, 
in, 
to2 

2 to 2^2 
to 3 

3 to 314 


somewhat upon the peripheral velocity of the rotor. Experience shows 
that the thickness of the stack of stampings between air ducts should 
not exceed the figures given in the above talkie. 

104. Losses in Stator Core and Teeth. American practice favors open 
slots in the stator stampings, wdth closed or nearly closed slots in the 
rotor. Such slots reduce the cost of winding and also improve the elec¬ 
trical and mechanical features of the stator coils. With semiclosed slots 
in the stator as well as in the rotor, the core losses are less because the 
high-frequency flux variations knowm as tooth pulsations are very greatly 
reduced. With open slots in the stator, these additional core losses due 
to high-frequency flux pulsations and eddy currents may be considerable.* 
It is suggested that the total core losses in induction motors with closed 
or partially closed slots in both stator and rotor may be read, without 
reduction, directly from the curve, Fig. 67; but, when open slots are used 
in the stator, the loss per pound as read from the curve should be increased 
about 25 per cent. 

105. Stator Windings—Current Density. There is no essential differ¬ 
ence between the windings on the stator of an induction motor and those 
on the armature of an a-(* generator. The student is, therefore, referred 
to Art. 73, where armature windings are briefly discussed. There are 
many forms of winding, for both generator armatures and induction- 
motor stators, which will not be described in this book, but some com¬ 
ments will be made concerning two general types used in the stators of 
design problems which follow. In one of them, the so-called single-layer 
“mush” winding, the coils are all similar and usually are taped at the 
ends before being put into position. The straight portion of the coil is 
left untaped, so that the wires may be inserted one by one into previously 
insulated slots of the semiclosed type. The ends of the coils outside the 
slots are bent and twisted in such shape as to clear each other. In this 
type of winding (sometimes referred to as full-overlap winding) the total 

* Spooner, T., and C. W. Kincaid, No-load Induction Motor (^ore Losses, Trans. 
AIEE, vol. 48, p. 645, 1929; Spooner, T., Squirrel-cage Induction Motor Coro Losses, 
Trans. AIEE, vol. 44, p. 155, 1925; Spooner, T., Tooth Pulsations in Rotating 
Machines, Trans. AIEE, vol. 43, p. 252, 1924. 
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number of slots counted around the periphery must be a multiple of 4. 
The manner in which the coils would be arranged on the stator of a small, 
three-phase induction motor with 36 slots is shown in Fig. 130. 

The approximate mean length per turn of the winding on induction 
motor stators for use on circuits up to 600 volts may be calculated by the 
formula 

Mlt in inches = 2la + 2.3 r + 6 (102) 

where r is the pole pitch, or ^Hhrow^^ of the coil in the case of a chorded 
or short-pitch winding. 



Fir,. 130. Portion of full-ovrrlap singlr-layor winding on stator of throo-phaso induc¬ 
tion motor (4-pole—36 slots—3 slots p(*r pole per phase). 

Current Dcnsitij. The current density in the stator windings is usually 
between 1,500 and 3,300 amp per sq in. It depends upon the peripheral 
velocity of the rotor and is usually higher on the lower-voltage machines 
because of the smaller thickness of insulation required and the greater 
facility for getting rid of the heat. A common value for the current 
density A in amperes per square inch is from 2,000 to 3,000, with 3,500 
as a usual value in motors used intermittently, as for the operation of 
elevators. The current density in the rotor conductors may generally 
be about 15 to 30 per cent higher than in the stator windings. 

A more common type of stator winding, and one that is used almost 
exclusively in standard motors, is the two-layer lap winding in which all 
coils, similar in shape and size for a given machine, are usually preformed 
on special machines before they are inserted in the slots of the core. 
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When the stator has open slots, and this is particularly true of some of 
the larger motors, the coils are dipped in insulating varnishes and baked 
before the actual winding procedure is started. Unlike single-layer wind¬ 
ings, whose coil pitches are limited to certain spans that are determined 
by the number of slots, poles, and phases, double-layer windings can have 
any desired fractional pitch; this is an important design advantage when 
the coil pitch must be adjusted to provide a definite number of effective 
turns per coil. Figure 86 illustrates one of the phases of such a winding 
with full-pitch coils, while Fig. 87 shows a complete lap-winding diagram 
with a fractional pitch of f.e., 140 electrical degrees. 

106. Rotor Windings—Current Density. The great majority of 
present-day induction motors are manufactured with squirrel-cage rotors, 
a common practice being to employ windings of cast aluminum. In this 
construction the assembled rotor laminations are placed in a mold after 
which molten aluminum is forced in, under pressure, to form the bars and 
end rings; often cooling fins are formed as extensions of the end rings. 
In other designs, copper or brass bars, of round or rectangular shape to 
fit the rotor slots tightly, are driven into the slots, projecting a short dis¬ 
tance from each end of the core; end rings of the same material, with 
holes lining up with the projecting conductors, are then forced over the 
latter, after which conductors and end rings are soldered, welded, or 
brazed. 

For induction motors requiring speed control or extremely high values 
of starting torque, the wound-rotor construction is frequently employed. 
An insulated winding, generally of the modified wave type (see Fig. 85), 
is used and, for three-phase service, is connected star or delta, with the 
phase ends brought out to three slip rings; as in the stator winding the 
coils may be either full-pitch or fractional pitch. 

Essentially, there is little difference between the squirrel-cage and 
wound rotors, the object of the latter being merely to bring out the ends 
of a polyphase winding to slip rings in order that additional external 
resistance may be connected in series to improve the starting torque. 
The squirrel-cage rotor may be thought of as being provided with short- 
circuited, single-turn, full-pitch coils, equal in number to one-half the 
number of rotor bars. It is a winding of many phases. The wound 
rotor, on the other hand, is usually provided with a three-phase winding, 
in order to limit the number of slip rings. 

The relation between torque and slip, as affected by rotor resistance, 
is discussed in Art. 108 and again in Art. 119, wherein the circle diagram 
is used to show how the starting torque is influenced by both the leakage 
reactance and the resistance of the windings. The effect of rotor resist¬ 
ance on starting torque may, however, be explained briefly as follows. 
Assuming very small rotor losses {Rr nearly zero), the current at starting 
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(rotor at rest) would be large, but it would be out of phase with the 
rotating field which produces the back emf in the stator windings, and 
the starting torque would be small. By increasing the resistance of the 
rotor circuits, the amount of the starting current may be reduced, but a 
larger component of this current will be in phase with the flux, and, since 
torque depends upon the product of magnetic field and the current com¬ 
ponent in phase with it, the starting torque will be improved. Obviously, 
there is a particular value of resistance which will give the best starting 
torque, and any resistance in excess of this will so reduce the total current 
that the torque will be less, although the phase of the current will be more 
nearly the same as that of the magnetic field. 

The slip-ring motor permits of a low-resistance winding which will give 
high efficiency under running conditions, with the means of inserting 
extra resistance to give large torque under starting conditions. The chief 
difference in construction is that insulated rotor slots are necessary and 
there is less room for the copper than in the squirrel-cage rotor. Wound 
rotors are usually provided with double-layer wave windings. The coil 
connections are generally such as to provide a three-phase star winding 
with the free ends brought out to the three slip rings, although in the 
case of high-voltage motors (Art. 110 and Fig. 138) the delta connection 
may be employed to limit the voltage between slip rings. It is important 
to see that the thickness of the tooth at the root is sufficient for mechani¬ 
cal strength, even if the flux density is not excessive. The maximum 
tooth density may be from 100,000 to 125,000 lines per sq in. in the rotor 
teeth. 

By using special designs of squirrel-cage rotor, it is possible to obtain a 
performance approaching that of machines with wound rotor, namely, 
good starting torque with low current, combined with reasonably high 
efficiency under running conditions. Double squirrel-cage windings* are 
sometimes used, with an inner winding (bottom of slots) of low resistance 
and high reactance, and an outer windin*g (upper part of slots) of high 
resistance and low reactance. When starting the motor, with rotor at 
rest, the outer winding is effective in providing the large starting torque, 
but, as the speed increases, the frequency of the rotor currents decreases 
and the inner winding becomes effective in providing good full-load effi¬ 
ciency and small slip. The distribution of current between the two wind¬ 
ings is automatic and exactly in accordance with requirements. A mag¬ 
netic bridge is usually provided betw een the upper and lower bars in the 
slot. This increases the reactance of the inner winding. 

By providing deep narrow slots in the rotor punchings, and using a 
squirrel-cage winding of thin flat copper bars, fairly good full-voltage 

* S. S. L. Chang, General Theory of Multiple-cage Induction Motors, Trans. AI EE, 
Vol. 68, part 2, pp. 1139-1143, 1949. 
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starting may be obtained without much sacrifice of full-load efficiency. 
With the large slot-leakage flux passing through the copper bars at a high 
frequency with rotor at rest, eddy currents are induced which increase 
tj|;ie apparent resistance of the rotor winding and ensure a good starting 
torque. Under running conditions, with low frequency in the rotor, the 
copper losses—and therefore the slip—are not excessive. 

An important aspect of squirrel-cage design is the proper selection of 
the number of slots with respect to that on the stator; the number of 
slots on rotor and stator must never be the same, but either may be more 
than the other. Although the analysis and principles underlying stator 
and rotor slot combinations are beyond the scope of this book,* it should 
be pointed out that certain improper combinations will cause the motor 
to cog, develop synchronous cusps in the torque-speed curve, or operate 
noisily. Cogging may result when the starting torque varies widely for 
different rotor positions with respect to the stator; in fact, in certain posi¬ 
tions the locking torque may be sufficient to prevent the motor from 
starting. When synchronous cusps dev^elop, the motor speed increases 
to a fraction—one-seventh, for example- of synchronous speed, and con¬ 
tinues to operate at the wsubsynchronous speed; in some designs the syn¬ 
chronous cusps may be so pronounced that the normal starting torciue 
may not be sufficient to accelerate the unloaded motor to normal speed. 
The objectionable characteristics indicated are brought about by certain 
combinations of stator and rotor slots that (*ause flux harmonics in the 
air gap. Noise and vibration should, of course, be avoided, where this is 
possible, in the original design. In addition to the (*areful choice of slot 
combinations it should be pointed out that such faulty operation may 
be minimized by the use of equalizer connectionst in the stator winding 
and good mechanical construction. 

Concerning stator and rotor slot combinations, the following general 
rules should be followed: (Ij to avoid cogging the difference between the 
number of stator and rotor slots should not be ecpial to or a multiple of 
3p for three-phase machines, nor equal to or a multiple of 2p for two-phase 
motors; (2) to avoid synchronous cusps in the torque-speed curve the 
difference between the number of stator and rotor slots should not be 
equal to p, 2p, or 5p for three-phase machines, nor to p for two-phase 
motors; (3) to avoid noisy operation the difference between the number 
of stator and rotor slots should not be equal to 1, 2, (p + 1), or (p + 2). 

♦ Morrill, W. J., Harmonic Theory of Noise in Induction Motors, Trans. AIEE^ 
vol. 59, p. 474, 1940; Dreese, E. E., Synchronous Motor Effects in Induction 
Machines, Trans. AIEEj vol. 49, p, 1038, 1980; Graham, Q., Dead Points in Squirrel- 
cage Motors, Trans. AIEE^ vol. 59, p. 637, 1940. 

t Siskind, C. S., ^‘Alternating-current Armature Windings,” Chap. 15, McGraw- 
Hill Book Company, Inc., 1951. 
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Rotor-^bar Skew. Another rather general practice is to provide the 
squirrel cage with skewed slots, i.e., slots that ads not parallel to the shaft 
axis. When carefully done, rotor-bar skew will effectively reduce motor 
noise and vibration, and will minimize cogging and synchronous cusps; 
other advantages resulting from the choice of a proper angle of ^Hwist^’ 
are in(*reased starting torque and reduced starting current. 

Because of the presence of slots and teeth in both stator and rotor, space 
ripples are superimposed upon the normal sinusoidal flux-density dis¬ 
tribution. Harmonic rotor voltages induced by such ripples then tend to 
develop corresponding harmonic rotor currents which, in turn, react with 
the flux wave to produce such undesirable effects as noise and dips in the 
torque-speed curve. To subdue a particularly objectionable nth har¬ 
monic the rotor bars should be skewed by an angle that is just sufficient 
to cause the induction of two equal and opposite emfs in each bar; such 
harmonic emf cancellation wnll then eliminate the very harmonic current 
that normally reacts wnth its corresponding component in the flux w^ave 
to produce noise and dips in the torque-speed characteristic. For exam¬ 
ple, if it is deemed desirable to nullify the effect of the seventh harmonic 
in the flux wave of a four-pole machine (the seventh harmonic develops 
28 poles in a four-pole motor), the rotor bars must be skewed one-four¬ 
teenth of 360°, or 25,7°; thus, with 28 harmonic poles, a skew of 25.7 
mechanical degrees or 360 electrical degrees, each bar will be acted upon 
equally b}^ alternate harmonic poles of the same polarity. (In a d-c gen¬ 
erator, this w^ould be eciuivalent to an armature-winding coil span of 360 
electrical degrees, a condition that w^ould result in zero generated voltage.) 
Under certain manufacturing conditions it is sometimes found desirable 
to skew the stator slots, instead of those of the rotor. When this is done 
the skew in stator slot pitches must be equivalent, in terms of electrical 
degrees, to that calculated for the rotor bars. 

Current Densitij. Current densities in the bars of squirrel-(*age rotors 
may be 2,500 to 4,500 amp per sq in. In deciding upon the section of the 
conductor, the rotor resistance of bars and end rings must be proportioned 
so that the motor develops the required starting torque. 

When the rotor has a wire-w^ound winding the mean length per turn is 
approximately equal to that in the stator, and is given by formula (102). 

107. End-ring Current in Squirrel-cage Rotors. The actual current 
distribution in the bars and end rings of squirrel-cage rotors is complicated 
because (1) the magnitudes and directions change in the individual con¬ 
ductors from instant to instant as the rotor revolves; (2) for any given 
instant the magnitudes and/or directions differ in all the conductors over 
one pole pitch; and (3) the current variations do not follow’ a simple 
sinusoidal function. A reasonably good approximation may, how’ever, be 
obtained for the end-ring current if the space and time variations are 
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assumed to be sinusoidal. Considering a group of rotor conductors in 
one pole pitch, one-half of them send current into an end ring while the 
other half receive a like amount of current from the same end ring. At 
the instant when a conductor near the center of the group is carrying 
maximum current, those at the two extremes of the pole pitch will carry 
no current. It follows, therefore, that the maximum current occurring in 
the end rings which short-circuit the rotor bars is the sum of the average 
currents in one-half of the number of bars under one pole. Thus, the maxi¬ 
mum end-ring current 


I 


€(max) 


bars 

'W 


X / 


r(avg) 


Since /rcavg) = /r X 1.11, where 1.11 is the form factor for a sine wave 
and Ir stands for the rms value of the rotor-bar current. 


j __ bars 

i.(max) “ 2p ^ 1.11 

But /e(ma*) = h It follows, therefore, that 

^ _bar01i^ ^ bys Xj, 3 

2\/2 X l.llp 

108. Relation between Slip and Rotor Resistance. With no external 
load on the motor, and negligible friction and windage losses, the rotor 
would rotate at the same speed as the field; and, since the rotor conductors 
would not be cut by the rotating flux, there would be no voltage generated 
in these conductors, and, consequently, no rotor current. When the 
motor is called upon to do mechanical work, the motor will slow down 
until the ‘‘slip revolutions^^ are just sufficient to develop a voltage in the 
rotor conductors which will overcome the ohmic resistance and produce 
the particular current which will make the torque developed by the rotor 
exactly equal to the torque exerted by the load (including friction and 
windage losses in the motor itself). The slip revolutions are the difference 
between the synchronous rpm and the actual rpm of the rotor. 

The slip of an induction motor is defined as the ratio 


_ synchronous rpm — actual rpm 
synchronous rpm 
_ slip revolutions 
synchronous revolutions 

The slip revolutions (the numerator in this expression) must obviously 
be proportional to the volts necessary to overcome the rotor resistance, 
or to IrRr, while the synchronous revolutions (the quantity in the denom¬ 
inator) are proportional to the voltage generated by transformer action, 
i,e,, by the same (imaginary) revolving field cutting the rotor conductors 
at synchronous speed. This ratio may be more clearly expressed in terms 
of power input and output. 
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Relations between Torque^ Speed, and Power. The force which causes 
the rotor to rotate and transmit mechanical pbwer to the shaft is the 
sum of all the tangential forces due to the currents in the rotor conductors 
acting upon the magnetic field in which they are moving. The force 
exerted by each conductor at a given instant is proportional to the product 
of current and density of magnetic flux. Thus the torque may be said 
to be proportional to the product of magnetic flux and the rotor current 
component in phase with it. This may be expressed in pound-feet, or 
as the pull in pounds which, when acting at a radius of 1 ft, will produce 
the same turning effect as the summation of all the smaller forces acting 
at the periphery of the rotor on the individual conductors. 

Power is the product of torque and speed. The field revolves at syn¬ 
chronous speed, and the emf induced in the rotor by transformer action— 
the stator winding being the primary and the rotor winding the second¬ 
ary—^may be thought of as being due to a flux rotating at synchronous 
speed. In the rotor, or secondary, winding, there is also a back emf pro¬ 
duced due to the rotation of the rotor. 

Let stand for the flux which actually enters the rotor core. It may 
be defined as that component of the total flux in the stator which is in 
phase with the rotor current h and is ^V.ut^’ by the rotor winding of 
resistance Rr* We may therefore think of the current Ir in the rotor as 
being in phase with the emf generated by the cutting of the flux 

If Er = voltage generated in rotor due to the ^^slip^^ revolutions, 

Er = K4>{N. - Nr) = IrRr 

where N, = synchronous rpm. Nr = rotor rpm, and iiC is a constant. 
Thus, 

IrRr = Km, ~ Kmr (tt) 

Expressed in words, this means that the rotor IR drop is equal to the 
difference between the emf developed by the rotation of the field, K^N,, 
and the emf developed by the rotation of the rotor, K^Nr. If the rotor 
were to run at synchronous speed, there would be no emf developed in 
the rotor windings. 

Multiplying both sides of Eq. (a) by Ir, we get 

Ir^Rr = (KIr^)N. - (KIr^)Nr (6) 

in which the quantity (Klr^) is proportional to torque. 

Expressed in words, Eq. (6) means that the power lost in the rotor is 
equal to the difference between the power input to rotor, Klr^N,, and the 
power output from rotor, Klr^Nr, which is obviously true. It should be 
noted that the friction and windage losses and the small amount of iron 
loss in the rotor core are here considered as part of the motor load. 

By definition, the slip is « == {N, — Nr)/N» and, by substitution from 
Eq. (b), this leads to 
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Klr^iNs — Nr) Ir^Rr Totor copper loss 


s = 


Klr^N. 

It also follows that 


N.iKIr^) 


rotor input 


(104) 


Rotor input __ synchronous speed _ 1 

Rotor output rotor speed \ — s ^ 

When the rotor is of the squirrel-cage type, the starting characteristics 
(to be considered later) will not be good if the rotor resistance is very 
small. It is, therefore, customary to design s(]uirrel-cage rotors with a 
certain amount of resistance which will be a compromise between the 
high resistance required to give good starling torcjue and the low resist¬ 
ance required to give high efficiency under running conditions. Since 
rotor resistance and slip are connected as indi(*ated by Eq. (104), it is 
merely necessary to decide upon a reasonable value for the slip at full 
load. Usual values for motors with scjuirrel-cagc* rotors are given below. 
Approximate values for the friction and windage losses are also given, 
for use in calculating efficiency. 


Horsepower 

output 

Slip, 
per cent 

Windage and friction, 
per cent of output 

1 

5 0 

5.5 

2 

4 6 

4 3 

5 

4 2 

3 2 

10 

4 0 

2 5 

30 

3 6 

1 8 

100 

3 2 

1 2 

200 

3 0 

1 0 


109. Illustrative Example. Design of Squirrel-cage Induction Motor. 

Design a 10-hp 3-phase 220-volt 60-cycle 1,800-srpm induction motor, the 
rotor to be of the squirrel-cage type. 

In this problem it is not proposed to aim at any specified performance; 
but, by following usual practice and adopting reasonable values for cur¬ 
rent and flux densities, a normal design should be produced. An investi¬ 
gation of the performance of the machine, as designed, and the deter¬ 
mination of power factor, starting torque, and other characteristics of 
the design will form the subject of another problem at the conclusion of 
the following chapter. 


CALCULATIONS 


Items I and 2: Number of Poles, p = ~ ^ 

1 ,oUu 
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DESIGN SHEET FOR INDUCTION MOTOR 
(Dimensions in inches unless otherwise stated) 


Item 

No 

hpeciAcations 10 hp 3 phase motor with squirrel cage rotor 220 volts 
60 cycles 1 800 rpm (synchronous) 

Sym 

bol 

Numerical 

values 

1 

Number of poles 

P 

4 

2 

Volts per phase (use conmrtion) 

E 

127 

3 

Fstimated full load power factor 

cos 0 

0 86 

4 

Bsti mated full load cfhcicncy 

V 

0 87 

5 

Full load current in stator winding (amp) 

Ic 

26 2 

6 

Average flux density in air gap (lines per sq in ) 

B, 

23 900 

7 

Specific loading of stator 

9 

515 

8 

Distribution factor (pitch factor = 1) 

k 

0 96 

« 

lhequantlt^ (m units) 


258 


Stator Design 



10 

Internal diameter of stator 

D 

7 

11 

Peripheral \elocity of rotor (approx) (fpm) 

V 

1 3 300 

12 

Pole pitch (on stator) 

T 

5 5 

13 

Gross length of stator core 

la 

^>4 

14 

Number and size of \ent ducts (^^ in wide) 


1 

16 

Net length of iron in stator core 

In 

4 27 

16 

Number of slots per pole per phase 

n. 

3 

17 

Number of slots per pole 1 


9 

18 

Slot jiitch 

X 

0 612 

19 

Number of stator conductors per slot 

1 C» 

12 

20 

Number of stator conductors in senes per phase 

7 

144 

21 

\ir gap flux per pole 

♦ 

690 000 

22 

Maximum apjiarent tooth dc nsitv (hnes per sq in ) 

Bt 

91 200 

23 

1 ooth width (narrow end) 

t 

0 31 

24 

‘^lot width 

H 

0 302 

25 

( urrent densitj in \>iindings 


2 550 

26 

Thic kness of slot insulation 


0 036 

27 

bize of wire 

1 w( No 

> 12 B & b 



in parallel 

28 

Depth of stator sh ts 

d 

1 34 

29 

Length per turn of stator winding 


29 15 

30 

Ohms I er i liasc (hot) 


0 161 

31 

IR drop per i hase (\olts) 


4 22 

32 

Total stator copper loss (watts) 


3^2 

33 

I lux dcrisitv in iron of stator <c re (lines per sq in ) 


57 200 

14 

Outside diameter of stator stami mgs 


12 H 

36 

Weight of iron in stator core (11 ) 


58 7 

36 

Weight of iron in stator teeth (11 ) 


24 4 

37 

Losses in stator cc re (watts) 


194 

38 

Losses in stator teeth (watts) 


126 

39 

Total stator iron loss (watts) 


320 


Rotor Design (squirrel eage) 



40 

Number of slots 

Ur 

31 

41 

Slot pitch 


0 71 

42 

( urrent per rc tor bar (ami ) 

Xr j 

311 

43 

Current de n8it> in rotor lars (amp per sq in ) 


2 600 

44 

Dimensions of rotor bar 


0 2X06 

45 

W idth of I )tor slot 

Sr 

0 2 

4() 

Depth of rotor slot 

d 

0 67 

47 

Ma\imum flux density in rotor teeth (lines jur sq in ) 


87 000 

48 

I^R loss in rotor bars (watts) i 


132 

49 

Current in end rings (amp) 


765 

50 

C urrent de nsitv in end rings (amp per sq in ) | 


2 930 

51 

Dimensions of end rings (sq in ) 


0 261 

52 

I^R loss in end rings (watts) 


268 

53 

lotal l^R loss in rotor (watts) 

fir 

400 

54 

fehp at full load (per cent) 


5 1 

56 

Full load spec d (rpm) 


1 708 

56 

Calculated efficiency [compare with item (4)J 

n 

0 856 
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Items 3 and 4. These are estimated with the aid of the curves of Figs. 
127 and 128 (Art. 99). 

Items 5, 6, and 7. The current in stator windings is obtained from the 
equation 

Hp X 746 = ZEIe cos ^ X 


whence Ic = 26.2 amp. 

For B'' we shall select 26,000 lines per sq in. (refer to Art. 100). 

For the specific loading we select q = 470 from Fig. 129 (Art. 100); but 
this is subject to correction when the winding details have been worked out. 

Item 8. The winding factor depends upon the number of slots per pole 
per phase and on the pitch of the coils, that is to say, whether or not we 
have a short pitch of chorded winding. This factor was discussed in Art. 
69. The probable number of slots per pole per phase is obtained by 
referring to the table in Art. 101, although this assumes the pole pitch to 
be known. In a 10-hp motor running at 1,800 rpm the pole pitch is not 
likely to be less than 5 or more than 7 in., so that the proper number of 
slots per pole for a three-phase winding is almost certain to be nine. 
With a full-pitch winding, /c' = 1, which is likely to be used in a small 
motor such as this one, the value of d is 0.96. 

Item 9. Inserting numerical values in Eq. (100) of Art. 102, we have 


DHa 


4.07 X 10^^ X 10 

0.87 X 0.86 X 0.96 X 26,000 X 470 X 1,800 


= 258 


STATOR DESIGN 

Items 10 to 13. Refer to Art. 102. The output per pole is 10/4 = 2.5 
hp, and from the table on page 275 it appears that a suitable pole pitch 
will be about 534 This would require a stator diameter (internal) of 
(4 X 5.25)/7r = 6.67 in. Since the table on page 275 is to be used merely 
as a guide in deciding upon dimensions, and since considerable departures 
from the suggested values are permissible, we shall try a stator diameter 
of 7 in., which makes the pole pitch (r) 5.5 in. (item 12), 

The peripheral velocity of the rotor (the diameter of which is only very 
little smaller than 7 in.) is approximately, by formula (101), 

i; = 10 X 60 X 5.5 = 3,300 fpm 
which is not excessive. 

The gross length of the stator core (or the length of the air gap meas¬ 
ured parallel with shaft) is 

OKQ 

i. = ^2 = 5.27 in., or (say) 5}4 in. 
the figure 258 being item 9. 
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Items 14 and 15. Refer to Art. 102. With a gross length of stator of 
only 5J4 M-in. vent duct should be sufficient. Then, if the stack¬ 

ing factor is taken as 0.9, the net length of iron is 

In = 0.9(5.25 - 0.5) = 4.27 in. 

Items 16 to 20. When discussing item 8 we assumed 9 slots per pole. 
This may be checked and compared with other possible numbers of slots 
by constructing a table as follows: 


Number of 
slots per pole 
per phase 
(n.) 

Number of 
slots per pole 

Slot pitch 
(X) 

Number of inductors per 
slots (C.) 

Specific 
loading (q) 
corrected 

Calculated 

Seh'ctcd for 
trial 

2 

6 

0.917 

16 4 

mm 

457 

3 

9 




515 

4 

12 

0.458 

8.2 

8 

457 


The figures in the third column are the slot pitch X, which results from 
dividing the pole pitch of 5.5 in. by the number of slots per pole; the cal¬ 
culated number of conductors per slot, by formula (69), in the fourth 
column, is 



470 

26.2 


X X 


With only two slots per pole per phase, the slot pitch is rather large for 
so small a diameter of stator. With n, = 4 and a total number of 12 
slots per pole, there is a possible advantage in that the stator can be 
wound for two-phase operation if desired, and also that three-phase wind¬ 
ings could be put on in the form of two parallel circuits which might be 
connected in series for operation on 440 volts. However, nine slots per 
pole seems best if we have merely to consider the machine as specified, 
and we shall decide upon a stator with 36 slots. Then the number of 
conductors in series per phase (item 20) is 


Z = C, X n. X p = 144 

Items 21 to 24. Having decided upon the number of conductors, the 
necessary flux per pole should be calculated so as to check the air-gap and 
tooth densities. By formula (64a) on page 173 we have 


4 > = 


127 X 10* 

2.22 X 0.96 X 60 X 144 


= 690,000 


maxwells 
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The corrected value of air-gap density (average value) is 


„ _ 4> _ 690,000 

rla 5.5 X 5.25 


23,900 


The maximum value (sine-wave assumption) is 


^ X 23,900 = 37,600 lines per sq in. 


In order to calculate the minimum permissible tooth width, a tooth den¬ 
sity must be assumed (refer to Art. 100). Let us try = 85,000, then 


37,600 X 0.612 X 5.25 
85,000 X 4.27 


0.333 in. 


which would make s = \ — t = 0.279 in. Usually the slot width s is 
about the same as the tooth width t and, since B'/ = 85,000 is the “appar¬ 
ent” density in the narrowest part of the tooth, the actual density at the 
center of the tooth will be appreciably less and a somewhat narrower 
tooth is permissible. Let us try t = 0.31 in. at the narrow end; then 
s = 0.612 — 0.31 = 0.302 in., which is the slot width as measured in the 
punching; but, owing to slight inequalities, the finished slot, when ready 
for the insulation, will not be quite so wide as this. Allowing 0.012 in. 
for “slot tolerance,” the actual width of slot space available for conduc¬ 
tors and insulation will be 0.29 in. 

The corrected maximum “apparent” tooth density (item 22) is 


0 

B'/ = 85,000 X = 91,200 


Before deciding upon the depth of slot, it is necessary to consider the 
dimensions of the conductors and space taken up by insulation. 

Items 25 to 28. For the current density (see Art. 105) we shall try 
A = 2,400 amp per sq in.; whence area of conductor cross section = 
26.2/2,400 = 0.0109 sq in. A single wire of this cross section would be 
too stiff for so small a motor and we shall try two No. 12 wires in parallel. 
The area is 2 X 0.00513 = 0.01026; whence A = 2,550, which is probably 
not too high. The thickness of slot insulation by formula (16) on page 
34, is 34.3 mils, or about 0.035 in., so that the width of slot available to 
accommodate the wires is 0.29 — (2 X 0.035) = 0.22 in., and, since a 
No. 12 B & S wire measures about 0.093 in. over the cotton (see Table I, 
p. 431), there will be ample room for two wires side by side, but not for 
three. Since C, = 12, we have 24 of the single No. 12 wires to accommo¬ 
date in one slot and, therefore, 12 wires in depth. If we adopt the “full- 
overlap” type of “mush” winding as illustrated in Fig. 130, there will 
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be only one coil side per slot, and the total depth of slot may be com¬ 


puted as follows: 

Slot lining. 0.035 

12 wires. 1.116 

Slot lining and wedge. 0.065 

Tooth thickness. 0.070 

Allowance for spaces between wires. 0.054 

Total slot depth. 1.34 in. 


Ratio d/s = 4.43, which is somewhat on the high side, but not objec¬ 
tionable. This ratio is commonly between 33^ and 43-^. The tooth and 
slot dimensions are shown in Fig. Limpg 0 . 035 ' 

131. The connections between 
stator coils must be made in any 
convenient manner which will cause 
all the emfs due to rotation of the 
flux to be additive. A greatly 
simplified sketch of one of the phase 
windings is shown in Fig. 132, and a 0.13' 
complete diagram of the single-layer 
three-phase star-connected lap wind¬ 
ing is given in Fig. 133. 

Items 29 to 32. By formula (102) 
on page 277, the mean length per 
turn of the stator winding is, approxi¬ 
mately, 

(2 X 5.25) + (2.3 X 5.5) + 6 = / 

29.15 in. Fig. 131. Slot dimensions for induction 

rni. 1 r 1 • • motor, Illustrative Example of Art. 109. 

ihe number ot turns in series per 

phase is 72 and the length per phase winding (of the two wires in parallel) 
is 175 ft. The resistance per phase winding is 



175 1,840 

1,000 ^ 2 


= 0.161 ohm 


where the figure 1.840 is obtained from Table 1 (p. 431) for an assumed 
temperature of 00°C. 

The IR drop per phase (item 31) is 20.2 X 0.161 = 4.22 volts. The 
total copper loss in stator (item 32) is 3 X 4.22 X 20.2 = 332 watts. 

Items 33 to 35. Referring to Art. 100, we shall try a density of 00,000. 
The amount of leakage flux is small and, assuming the flux in stator core 
to be one-half the flux in the air gap, the radial depth of core below the 
slots should be 

690,000 

2 X 60,000 X 4.27 • 
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This makes the outside diameter of stator stampings 12.37 in. Let us 
make this exactly 123 ^^ in., which makes the corrected value of the maxi¬ 
mum flux density in the core approximately 57,200. 

The weight of iron in stator core, not including teeth (item 35), is 
0.28 X 7r(12.5 - 1.41) X 1.41 X 4.27 = 58.7 lb. 

Items 36 to 39. The width of the stator teeth at the narrow end (near 
the air gap) on a circle of about 3.5-in. radius is 0.3 in. The slot is 0.302 



Fig. 132. Series-star stator coil connections for one phase of a four-pole motor (36 
slots). See Art. 109. 

in. wide, which makes the tooth width 0.544 in. near the bottom of the 
slot, the average width being 0.422 in. The weight of iron in the teeth 
is, therefore, 


0.28 X 0.422 X 1.34 X 4.27 X 36 = 24.4 lb 

In order to calculate the losses in the teeth, we first calculate the flux 
density at a section one-third up from the narrow end (see Art. 52). The 
width here is 0.388 in. and the density is, therefore, 91,200 X (0.31/ 
0.388) = 72,800 lines per sq in. This is not the true maximum density, 
because the figure 91,200 (item 22) is the “apparent’’ density at the 
narrow end. The true density may be calculated as explained in Art. 36 
by means of formula (40), but, since the density is fairly low, this would 
be a refinement which need not be introduced here. 









Art. 109 


POLYPHASE INDUCTION MOTORS 


291 



Phase A 


-Phase C 

-Phase B ^ 

Fig. 133. Complete diagram of single-layer lap winding for Illustrative Example of 
Art. 109. Refer to Fig. 132 for simplified sketch of phase A. 

Using the curve of Fig. 67 we have 

Watts lost in stator core = 0.055 X 60 X 58.7 = 194 
Watts lost in stator teeth = 0.085 X 60 X 24.7 = 

Total = 320 watts 


DESIGN OF SQUIRREL-CAGE ROTOR* 

Items 40 and 41. Referring to Art. 106, the number of squirrel-cage 
bars will be made 31. With a difference of (36 — 31) = 5 between stator 
and i^otor slots, this will fulfill conditions (1) and (2) indicated in that 
article concerning cogging and synchronous cusps, although not (p + 1) 

* Morrill, W. J., Harmonic Theory of Noise in Induction Motors, Tram, AIEE^ 
vol. 69, p. 474, August, 1940. 
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for noisy operation; the latter is not particularly objectionable if the 
rotor is provided with a stiff shaft and skewed slots. This makes the 
slot pitch Xr = 0.71 in. 

Items 42 to 48. Since the total ampere-conductors on the rotor are 
about the same as on the stator, the current in each of the 31 rotor bars is 
easily calculated. The total primary (stator) current is 26.2 amp (item 
5 ), but part of this is required for excitation and to supply stator losses. 
About 85 per cent of the full-load primary current would be required to 
“balance^’ the secondary (rotor) current, or, equating the primary and 
secondary ampere-conductors, we have 

7, X 31 = (0.85 X Ir) X (3Z) 
whence the current in each rotor conductor is 


Ir 


0.85 X 26.2 X 3 X U4 
31 


= 311 amp 


The current density in the rotor bars and ring connections may be cal¬ 
culated so as to give a definite “slip’^ (see Art. 108), but the adjustment 
of rotor resistance is best done in the end rings. For the bars in the slots, 
the current density may be somewhat higher than in the stator windings, 
and we shall try A = 2,600 amp per sq in. Tliis gives a bar cross section 
of 311/2,600 = 0.12 sq in. (approx). We shall try a section 0.2 X 0.6 
and see if the tooth density is not too high. Since the frecjuency of flux 
reversal in the iron of the rotor is very low (it is tlie slip freciuency), the 
rotor iron losses are practically negligible and densities as high as 115,000 
lines per sq in. in the teeth are permissible. 

Allowing 0.07 in. for thickness of tooth over the condu(*tor (see Fig. 131) 
and neglecting the air-gap clearance, the width of rotor tooth at the root is 

2 , 2 _ „ 3 ,,. 

o I 


whence, if the net core length is the same as in the stator, 

max tooth density = 2 ^ 3 1 X 4 2 7~ X~(r37^ ~ 87,000 lines per sq in. 

which is considerably lower than the permissible maximum tooth density. 
The hole in the rotor core stampings may be 3^^ in. in diameter without 
forcing the flux density in the iron above about 90,000 lines per sq in. 
The PR loss in the rotor bars (item 48) may now be calculated for an 
operating temperature of 60°C. 

Allowing IJ^ in. for skewing the rotor bars one slot pitch (0.71 in.) 
and for the distance between the ends of the rotor core and the short- 
circuiting rings, the length of each rotor bar is 5)-^ + 13 ^ = 6% in. and 
the resistance per rotor bar is 
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-^— - = 4.42 X 10~® ohm 

0.2 X O.G X ~ X 10« 

TT 

whence the PR loss in the slot conductors is 

31 X (311)2 X 4 42 X 10-" = 132 watts 

Items 49 to 55. Referring to Art. 107 and formula (103), the current 
ill the end rings 

. 31X311 

== A 

4 X TT 

The current density in the end rings, and the material used, will depend 
upon the resistance required. This, together with the rotor-bar resist¬ 
ance, will determine the starting torque (to be discussed in the next chap¬ 
ter) and the slip under running conditions (see Art. 108). From the 
table on page 284 we see that a slip of 4 per cent is a usual value for a 
10 -hp squirrel-cage rotor; but, in order to obtain a good starting torque, 
we shall aim at about 5 per cent slip, although this necessarily involves 
some loss of eflSciency. In order to produce this slip, the rotor copper 
losses must have a definite value to satisfy Eq. (104) of Art. 108. Let x 
be the total rotor PR loss; then 


0.05 = 


7,4()0 + X 


whence j: = 392, or (say) 400 watts; which leaves 400 — 132 = 268 watts 
to be dissipated from the end rings. The resistance of each of the tw'O 
short-circuiting rings should, therefore, be 3^2[268/(705) 2 ] ohm. The 
mean length of the current path of the ring is about tt X 0, or (say) 19 in. 
Assume that the alloy of which the end rings are cast has four times the 
resistivity of copper. The resistance of the two end rings will, therefore, 
be 

(2 X 19) X J ^ 1^ 

(/n) (m) 


Re 


Since the total end-ring copper loss is 268 watts, le'Re = 268 = (765)^ X 
[152/(m)], w'hence 


(m) 


^65)2 X 152 
2()8 


332,000 cir mils 


The cross section of each ring (at 60°C) thus becomes 0.261 sq in. 

The current density in the end rings (item 50) will be 765/0.261 = 
2,930 amp per sq in., which is not excessive. By using an alloy of high 
specific resistance for the cast rings, a larger cross section may be used 
without reducing the amount of the rotor losses. 
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The slip at full load, by Eq. (104), is 


$ 


400 

7,460 + 400 


= 0.061 


The “slip revolutionsare 1,800 X 0.051 = 92 (approx) which makes 
the full-load speed (item 55) equal to 1,800 — 92 = 1,708 rpm. 

Item 56: Efficiency. The efficiency of a motor is 

_ output _ j_ losses 

^ output + losses output + losses 

The losses must include an estimate for friction and windage loss (refer to 
table on p. 284). The iron loss in rotor is almost negligible under running 
condition (when the speed is near syn(‘hronous speed) but may be esti¬ 
mated at about 5 per cent of the stator iron loss. 


Stator copper 

SUMMARY OF LOSSES 

= 3:^2 (item 32) 

Rotor copper 

= 

400 (item 53) 

Stator iron 


320 (it(‘m 39) 

Rotor iron 


10 (5 per cent of stator iron loss) 

Friction and windage = 

185 (assumed 2.5 per cent of output) 

Total 

= 

1,253 watts 


whence efficiency = 1 — [1,253/(7,460 + 1,253)] = 0.856. 

Figure 134 shows the general arrangement and gives the over-all dimen¬ 
sions of the motor as designed. 

110. Illustrative Example. Design of Stator for Wound-rotor Induc¬ 
tion Motor. Design the stator for a 50-hp 3-phase 2,200-volt 25-cycle 
500-srpm induction motor, the rotor to be of the wound-rotor type. A 
standard double-layer winding is to be used on the stator. 

The design will be carried on in much the same way as in the IlluM/ra- 
tive Example of Art. 109; an important departure will, however, include 
a commonly used double-layer type of lap winding. 


CALCULATIONS 


Items I and 2: Number of Poles and Volts 'per Phase. 


V = 
E = 


120 X 25 „ 

— 500 ”-" 

2 200 

= 1,270 (using a star connection) 


Items 3 and 4: Power Factor and Efficiency. For a comparatively high- 
voltage machine it will be desirable to have preformed, completely insu¬ 
lated coils; such coil construction will necessitate the use of open slots. 
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Fig 134 Three-phase induction motor—10 hp—1,800 rpm (s>nchronous), Illustrative Example, Art 109 
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The magnetizing component of the no-load current can, therefore, be 
expected to be high, for which reason the motor power factor and effi¬ 
ciency will be rather low. It is estimated that the power factor and effi¬ 
ciency will be 0.81 and 0.83, respectively. 

Items 5, 6, and 7. The full-load stator current will be 

j 50 X 746 _ 1 ^ 

~ 3 X 1,270 X 0.81 X 0.83 


Preliminary values of i?" = 32,000 lines per sq in. and q = 530 amp- 
conductors per in. will be assumed. 

Item 8: Winding Factor, The winding factor is the product of the dis¬ 
tribution factor k and the pitch factor k'. The first of these, /r, is a func¬ 
tion of the number of slots per pole per phase, which in turn depends upon 
the pole pitch (see Art. 101). For a machine with the given specifications 
it is probable that the pole pitch will be about 9 (hp/pole = so that 
four slots per pole per phase should be about right; after the internal 
diameter of the stator has been decided upon the slot pitch can be calcu¬ 
lated, and this value should indicate whether or not the number of slots 
has been properly chosen. The distribution factor k is therefore 0.958 
(see Art. 09). A standard double-layer fra(*tional-pitch lap winding will 
be used in the stator, and the coil span will arbitrarily be made one slot 
short of 180 electrical degrees, i.c., 105 electrical degrees. The pitch 
factor A;' thus becomes sin (105/2) = 0.991, and the winding factor d is 
0.958 X 0.991 = 0.95. 

Item 9. It is now possible to determine the preliminary value of DHaj 
using given and assumed quantities. Thus by formula (100) 


DHa = 


4.07 X 50 X 10‘* 

32,000 X‘53b X 500 X 0.95 X 0.83 ^X 0.81 


= 3,760 


STATOR DESIGN 


Items 10 to 13. As previously indicated, hp per pole is so that the 
pole pitch should be about 9 in.; the internal diameter of the stator D is, 
therefore, about 9 X O/tt = 17.2 in. Since the voltage of this machine 
is rather high the required thick slot insulation will reduce the slot space 
factor. Thus, to provide sufficient effective copper area without the 
necessity of narrowing the tooth width (to increase the tooth density) 
and deepening the slot (to increase the leakage flux), the internal stator 
diameter will be made 18 in. 

The peripheral velocity of the rotor is, therefore. 


V == 


T X 18 X 500 


2,350 fpm 


12 
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DESIGN SHEET FOR INDUCTION MOTOR 
(Dimensions in inches unless otherwise stated) 


Item 

Specifications: 50-hp 3-phase motor, with wound 

Syin- 

Numerical 

No 

rotor, 2,200 volts, 25 cycles, 500 rpm (synchronous) 

bol 

values 

1 

Number of poles 

P 

6 

2 

Volts per phase (use star ( ouncetioii) 

E 

1,270 

3 

Estimated full-load power fa( tor 

cos B 

0 81 

4 

Estimated full-load effic lem y 

V 

0 83 

5 

Full-load curn'iit in stator winding (amp) 


14 6 

6 

Average flux density in air gap (lines per sq m ) 

K 

31,600 

7 

Specific loading of stator 

1 

522 

8 

V inding factor {k X k') 

d 

0 95 

9 

DVa On units) 


3,888 


Stator D(‘sign 



10 

Internal diameter of statoi 

D 

18 

11 

Penpheral \elocity of lotor (approx) (fpm) 

If 

2,350 

12 

Pole pit( h (on stator) 

T 

9 42 

13 

Gross length of stator core 

la 

12 0 

U 

Number and si/e of \entil iting dints in vide ) 1 


4 

15 

ISet length of iron in stator core ' 

' U 

9 45 

16 

Number of slots pei pole per phase 

ftn 

4 

17 

Eumbel of slots per pole 


12 

18 

Slot pitch 

X 

0 785 

19 

Number of stator condintors pci slot 

( , 

28 

20 

NumbcT of stator (ondiutois pi i pliase 

z 

672 

21 

All-gap flux per pole 

4> 

3 58 X 10» 

22 

Maximum aiiparent tooth ch'iisity (lines persq in ) 

/<' 

123,500 

23 

Tooth width (narrow end) 

/ 

0 40 

24 

Slot width 

5 

0 385 

25 

Current density in windings 

A 

1,890 

26 

Thitkiuss of slot insulation 


0 07 

27 

Dimensions of condiu tor | 

1 

0 081 XO 102 

28 

Depth of stator slots 

d 

1 72 

29 

Length per turn of stator winding I 


51 5 

30 

Olims pel phase (hot) I 


1 7b 

11 

Jli drop per phase (volts) 1 


25 7 

12 

Total stator coppei loss (watts) 

11 

1,125 

33 

Flux density in yoke of stator core (lines per sej in ) 


75,000 

34 

Outside diameter of stator stampings 


26 5 

35 

Weight of iron in stator core (lb) 


I 504 

3b 

Weight of iron m stator teeth (lb) . 

. 

140 

37 

Losses in stator core (watts) 


1,135 

38 

1 

Losses in stator teeth (watts) 


875 

39 

Total stator iron loss (watts) 


2,010 
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The gross length of the stator core is la — DHalD^ = 3,760/(18)* « 
11 .6, but this will be increased to 12 in. to make sure that the tooth den¬ 
sity is not excessive; later calculations will verify the desirability of doing 
this. 

The corrected value of DHa is (18)* X 12 = 3,888, and the pole pitch 
is r = TT X 18/6 = 9.42 in. 

Items 14 and 15. Only four ventilating ducts, each one in. wide, will 
be used in the stator, although the low peripheral velocity of the rotor 
and its 12-in. length would indicate that more duct area is desirable; this 
decision was made to keep the tooth density within reasonable limits, and 
added cooling will be provided by a fan on the rotor. The net length of 
iron is 

In = 0.9 [12 - (4 X ^s)] = 9.45 in. 


Items 16 to 20. With four slots per pole per phase there will be 12 slots 
per pole, and a total of 72 slots in the stator. The slot pitch will, there¬ 
fore, be 


IT X 18 
72 


= 0.785 in. 


A preliminary value of conductors per slot will be calculated, using the 
assumed specific loading q of 530. Thus 

_ gX _ 530 X 0.785 ^ 

Since the winding is double l^yer, an even number of conductors per slot 
must be used. Therefore, Cs will be made 28, and eacih coil will contain 
14 turns. The number of conductors per phase becomes 

Z = X n. X p = 28 X 4 X f) = (>72 

The corrected value of = (672 X 3 X 14.G)/(7r X 18) = 522. 

Items 21 to 24. The next step is to determine the preliminary dimen¬ 
sions of the tooth and slot widths, although these may need some revision 
when conductor size, slot depth, and tooth density are calculated. The 
flux per pole is 

^ 1,270 X 108 Qfconnnn ii 

^ 2.22 X 0.95 X 25 X 672 '^>^80,000 maxwells 


The corrected value of the average air-gap flux density is 


P„ 4' 3,580,000 

^0 rh 9.42 X 12 


31,600 lines per sq in. 
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and the maximum air-gap flux density (assuming a sine wave) is 


Bg^nuLx) = 5 X 31,600 = 49,600 lines per sq in. 


To calculate the minimum permissible tooth width (near the inside 
periphery of the stator core), a tooth density of 120,000 lines per sq in. 
will be assumed. Thus 


t = 


49,600 0.785 X 12 

120,000 ^ 9.45 


= 0.412 in. 


This dimension will be reduced slightly to 0.40 in. to provide a little extra 
space for the slot width to accommodate the heavy insulation. The slot 
width is, therefore, s = \ — t = 0.785 — 0.40 = 0.385, and the cor¬ 
rected tooth density is 


B- 


120,000 


0.412 

0.40 


123,500 lines per sq in. 


This is rather high, but permissible, in view of the fact that a wider tooth 
would result in a very deep slot. 

When the stator laminations are assembled, slight irregularities will 
make the finished slot width of the stack a little less than actual slot 
width; an 0.015-in. allow^ance will, therefore, be made for stacking, and 
this will leave 0.385 — 0.015 = 0.37 in. for copper and insulation. 

Items 25 to 28. Since the ability of the machine to cool itself will be 
somewhat restricted (the peripheral velocity of the rotor is low, the insu¬ 
lation will be heavy, and only four ventilating ducts are used), a current 
density of about 1,900 amp per sq in. will be assumed. The area of cross 
section will be about 14.6/1,900 = 0.00768 sq in. 

To determine the slot insulation a formula that is satisfactory for volt¬ 
ages between 1,500 and 6,000 is 

E 

Thickness of slot insulation (one side) in mils = 30 + ^7^ 

5o 

The slot insulation will, therefore, be 30 + (2,200/55) = 70 mils. This 
leaves 0.37 — (2 X 0.07) = 0.23 in. for copper and its covering of insu¬ 
lation. With 28 conductors per slot it will be desirable to use rectangular 
dec copper ribbon, with 2 conductors in wddth and 14 conductors in 
depth. Consulting Table III, page 434, it is found that a conductor 
0.081 X 0.102 in., having an area of 0.00773 sq in., w^ill be satisfactory. 
This conductor has insulated dimensions of 0.094 X 0.114 in. The actual 
current density will be 14.6/0.00773 = 1,890 amp per sq in.; also, the 
width of copper and insulation wdll be 2(0.07 + 0.114) = 0.368, which is 
just about right for the 0.37-in. slot. 
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Figure 135 illustrates the arrangement of the conductors in the slot and 
the important dimensions. The slot depth is determined as follows: 


Slot wedge 

« 0.125 

Insulation below wedge 

= 0 080 

Insulation between coil sides 

« 0 070 

Insulation in bottom of slot 

= 0 070 

14 conductors (14 X 0.094) 

« 1 310 

Allowance for spaces between wires 

= 0 059 

Total 

= 1.72 in. 


Ratio d/s = 1.72/0.385 = 4.45, which is high but acceptable. 


0.125" 

I [^ 040 "--| 

::r- 




Wedge 


l-«—0.45" 


-0.385" 


0.08''insulation 


1.72" 


0 O7'insulation 


0081X0 102 in 
conductor 


Items 29 to 32. The mean length 
of ea(‘h turn of the stator-winding 
coil is, by formula (102), approxi¬ 
mately 

(2 X 12) + (2.3 X 9.42) -f 

G = 51.5 in. 

With M turns per coil and 24 
coils per phase, all connected in 
series, the total length of wire per 
phase is 


14 X 24 X 51.5 
12 


1,432 ft, or (say) 
L440 ft 


allowing for connecting wires. 

Referring again to Table 111, the 
resistance per 1,000 ft of 0.081 X 
0.102 conductor is 1.28 ohms at 75°C. 


Fio. 135. Tooth and slot details for 
Illustrative Example of Art. 110. 

At 60°C it would be 1.28 X (294.5/309.5) = 1.22 ohms per 1,000 ft. 

The resistance per phase is, therefore, 1.44 X 1.22 = 1.7G ohms, and 
the IR drop is 14.G X 1.76 = 25.7 volts per phase. The total stator 
copper loss is 3 X 25.7 X 14.G = 1,125 watts. 

Items 33 to 35. The depth of the stator laminations below the slots— 
the yoke—and the over-all dimension may be determined by assuming a 
reasonable flux density; estimating the latter at about 75,000 lines per 
sq in., neglecting any leakage flux, and remembering that the yoke flux is 
one-half the air-gap flux per pole, the radial dimension of the core below 
the slots is 

3,580,000 


2 X 75,000 X 9.45 


= 2.53 in. 


This makes the outside diameter of the stator lamination 18 + 2(1.72 + 
2.53) = 2G.5 in. 
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The weight of the stator iron, not including the teeth, is 

0.28 X ir(26.5 - 2.53) X 2.53 X 9.^5 = 504 lb 

Items 36 to 39. The width of the stator teeth at the air-gap diameter 
is 0.4 in., and the tooth width at the root (at the bottom of the slot) is 
[t( 18 + 3.44)/72] ~ 0.385 = 0.45 in.; the average width is, therefore, 
0.425 in. This makes the weight of the iron in the teeth 

0.28 X 0.425 X 1.72 X 9.45 X 72 = 140 lb 

The iron loss in the yoke iron will be based on a density of 75,000 lines 
per sq in. Using the curve of Fig. 67, the watts per lb per cycle is 0.09; 
this loss is, therefore, 

0.09 X 504 X 25 = 1,135 watts 

The iron loss in the teeth will be based on an “apparent^’ density one- 
third up from the narrow end ; the width here is 0.417 in., and the density 
is 123,500(0.4/0.417) = 118,500 lines per sq. in. For this density the 
watts per lb per cycle is 0.25; this loss is, therefore, 

0.25 X 140 X 25 = 875 watts 

The total stator core loss is 1,135 + 875 = 2,010 watts. 

Diagrams showing the coil arrangement and th(^ schematic connections 
of the three-phase double-layer fractional-pitch lap winding are given in 
Fig. 136. 

No attempt will be made here to design completely the rotor core and 
the winding for this machine since the procedure would, except for certain 
restrictions and limitations, follow that given for the stators of Arts. 109 
and 110. Several additional points should, however, be made concerning 
wound-rotor design, and these are briefly summarized as follows: 

1 . The number of rotor slots should generally be about 10 per cent less 
than in the stator. For this specification, with 72 stator slots, the rotor 
should probably have 63 slots. Although this number of slots will 
recjuire a so-called fractional-slot winding, since slots/poles X phases is 
not an integer, (63/6 X 3 = 3}^), a satisfactory winding is possible, as 
will subsequently be shown. 

2. It is generally desirable to employ partially closed slots in the rotor; 
this practice tends to reduce the equivalent air gap and thus minimize 
the magnetizing component of the no-load current. However, when 
partially closed slots ^re used the conductor width must be somewhat 
narrower than the opening between the projecting tips of the teeth, 
because the individual wires of the coils must be fed into the slots one or 
two at a time; in such cases, the coils are untaped, although partly formed, 
before they are inserted in the slots. 
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3. In designing the rotor winding it is necessary to remember that the 
latter represents the secondary of a transformer and that the voltage 
between slip rings is a maximum when the rotor is at rest. Therefore, to 
keep the slip-ring voltage down to acceptable values the effective stator 
to rotor turn ratio must be properly adjusted, where the term effective 
takes the distribution and pitch factors into account. This ratio is 
usually such as to limit the slip-ring voltage to about 440 volts in normal- 
voltage general-purpose motors. For high-voltage motors, as in the 
design of this article, the slip-ring potential may be somewhat more than 
the value given; also, in the case of large machines with many rotor 



B A 



A 



C 




Fig. 137. Schematic sketch showing succession of series-connected coils for the 63-slot 
6-pole wave winding in the rotor of the Illustrative Example of Art. 110. 


ampere-turns there must not be too few rotor turns, as this would require 
the use of excessively large conductor sections. Moreover, if a delta- 
connected rotor winding is employed the slip-ring voltage will be the 
phase voltage, and 173 per cent of the phase voltage when the winding is 
connected series-star. In equation form, the stator to rotor phase- 
voltage ratio may be written as follows: 


^ kXT, 

Er krkfrTt 


(106) 


where the subscripts s and r refer to the stator and rotor quantities, 
respectively, and E and T stand for phase voltage and series-turns per 
phase. For a delta-connected rotor winding, Er is also the voltage 
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between rings. However, if a star connection is used, and this is cus¬ 
tomary in low-voltage machines, the ring potential is 

= Vs E. (106a) 

4. Insulation thickness will, of course, depend upon the maximum ring 



winding for the rotor of Illustrative lOxample of Art. 110. 

voltage as in stator design, and the empirical formulas, previously given, 
may be used. 

Assuming a 63-slot rotor, as indicated in item (1) above, the rotor slot 
pitch Xr will be TT X = 0.897; this is reasonable. A standard three- 
phase delta-connected double-layer wave winding will be used, and this 
means that there will be a total of 63 coils, or 21 coils per phase. With 
six poles, the theoretical number of coils per phase per pole is 21 ^^ = 31 ^. 
Since fractional coils are not practicable it will be necessary to have three 
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Art. 110 

groups of four coils in series and three groups of three coils in series; the 
total number of coils in series per phase will,,therefore, be (3X4) + 
(3X3) =21. Figure 137 shows a schematic diagram of a satisfactory 
arrangement of the coils in which the numbers of coils per group are 
clearly indicated for the three phases A, B, and C. 

Following the schematic of Fig. 137, a complete double-layer delta- 
connected wave winding diagram is given in Fig. 138. The student will 
find it worthwhile to trace the drawing carefully, noting especially that, 
beginning at the start of a phase such as the winding progresses clock¬ 
wise through all the four-coil groups and then, passing inlo reverse con¬ 
nector R, proceeds in a counterclockwise dire(*tion through the three-coil 
groups, finishing at Fa. 


TEST PROBLEMS 

The few problems which follow do not cover thorouRhly the contents of this chapter. 
A varied collection of problems relating to induction motors -although not having any 
particular reference to design—will be found in several texts dealing w ith tlu‘ principles 
of a-c machines. See, for example, Fitzgerald and Kingsley, “Fleetric Machinery,” 
pp. 434-439, McGraw-Hill Book Company, Inc., 1952; Mueller, ‘‘Alternating-current 
Machines,” pp. 266-271, McGraw-IIill Book Company, Inc., 1952. 

1. A certain three-phase induction motor runs at a speed of 750 rpm hen connected 

to a 25-cycle circuit. What would be the speed of the same motor if it were connected 
to a 60-cyclc circuit after the stator winding had been altered to produce twdce the 
number of poles? A 718 . 900 rpm. 

2 . Given a six-pole induction motor connected to a 60-cyclc 3-phase circuit. Calcu¬ 

late the air-gap diameter (rotor diameter), given that the peripheral velocity at 
synchronous speed is 4,090 fpm. Aiis. 13 in. 

3 . An induction motor has a rotor diameter (air-gap diameter) of 18 in., and the 

stator is wound to produce a six-pole field. Calculate the gross axial length of the 
stator core, given that the average flux density in the air gap is 4,000 gauss when the 
total flux per pole is 2,550,000 maxwells. Ans. 10^^ in. 

4 . Given an induction motor in which the stator tooth at the narrow’^ end is exactly 
half the tooth pitch, and in which the ratio of net to gross axial length of the stator 
core is 0.8, calculate the maximum value of the apparent tooth density when the 
average air-gap density is 3,900 gauss (sine-wave flux distribution assum'^d). 

Ans. 15,350 gauss. 

6. A three-phase induction motor has an air-gap diameter (inside bore of stator) of 
7 in. The stator has a 4-pole winding with 3 slots per pole per phase, and 12 con¬ 
ductors in each slot. Calculate the current in the stator windings, given that the 
specific loading (in ampere-conductors per inch of periphery) is 530. 

Ans. 27 amp. 

6. Calculate the full-load current in the stator windings of a 40-hp star-conri(vted 

3-phase induction motor connected to a 220-volt circuit, given that the power factor 
of the motor is 0.89 and the efficiency is 0.9. Ans. 97.8 amp. 

7 . The synchronous speed of an induction motor is 1,800 rpm and the slip at full 
load is 5 per cent. Calculate (a) the full-load speed of the motor, (6) the FR losses 
in the rotor windings, given that the power developed by the rotor (including what is 
required to provide for bearing friction and windage losses) is 10 hp. 

Ans. (a) 1,710 rpm, (b) 393 watts. 
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POLYPHASE INDUCTION MOTORS (Continued) 

CHARACTERISTICS AND PERFORMANCE 

111. The Circle Diagram. Although the student is supposed to be 
generally familiar with the circle diagram* as used for studying the per¬ 
formance of induction motors, it is proposed to review briefly the manner 
in which such a diagram may be constructed from test data, before con¬ 
sidering how the designer must proceed in order to draw the circle diagram 
from the dimensions and other particulars of the design. 

The test data required are : 

а. The volts, amperes, and watts (or power factor) per phase when the 
machine is running light at synchronous speed 

б. The volts, amperes, and watts (or power factor) per phase with the 
rotor locked and rotor windings short-circuited (in the case of a wound 
rotor with slip rings) 

c. The resistance per phase of the stator windingf 

The test h with rotor at rest is usually made by adjusting the voltage to 
pass about full-load current through the stator coils. The short-circuit 
current with normal operating voltage at terminals is then calculated on 
the assumption that the current is proportional to the voltage at terminals. 
The frequency of supply must be the same as that on which the motor 
operates under normal working conditions. 

Figure 139 shows the circle diagram as it would be constructed from 
test data. For the sake of clearness, the vectors representing the exciting 

* Jeffrey, F., Circle Diagram and the Induction Motor, Allis-Chalmers Elec. Rev., 
vol. 4, p. 5, September, 1939. 

t For a star-connected winding, the resistance per phase is one-half the resistance 
measured between adjacent terminals whatever may be the number of phases. For a 
mesh-connected winding (which is infrequently used) the “equivalent’^ star resistance 
per phase must be calculated. The equivalent star resistance is the resistance of a 
star winding in which the PR losses would be the same as in the actual mesh winding. 

This is equal to i) s^ii^ (ISQ/n) ] where n is the number of phases and Rt 

is the resistance measured between adjacent terminals. In the special case of a delta- 
connected three-phase stator winding, this becomes ^Rt, which is the same as the 
resistance per phase of a star-connected winding. 

306 
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current components are drawn longer than they would be in the diagram 
of an actual machine. In this vector diagram ttie vertical lines represent 
current components in phase with the applied stator voltage, while 
the horizontal lines represent the wattlessor ‘‘reactive'^ current 
components. 

Draw 01 9 to represent the exciting current as measured under no-load 
conditions. The angle EOIe is the power-factor angle, and in a three- 



Phase of reactive stator current components 
Fig. 139. Circle diagram of three-phase induction motor. 


phase motor the vector I oh is equal to 

One-third of open-circuit losses 
Volts per phase winding 

Draw hA parallel to the base line.* With 0 as a center, describe the 
dotted arc of radius OD,t representing the stator current per phase wind¬ 
ing at normal voltage with rotor locked. Thus 

OD = measured current with locked rotor X —— 

test voltage 

The angle EOD is the power-factor angle, the vector CD being the 
in-phase current component which, for a three-phase motor, is obtained 
by dividing one-third of the total loss in watts, obtained from test 6, t by 
the volts across each phase winding. To locate the center of the circle, 

* The assumption here made is that the losses due to windage, bearing friction, 
hysteresis, and ed(b^ currents in the laminated iron cores are constant at all loads and 
equal to the losses measured on the no-load test. 

t Since the line OD would almost coincide with OI^D and tend to complicate the 
diagram, it has been omitted from Fig. 139. 

X Since the test with locked rotor is usually made with greatly reduced voltage, the 
losses in the iron are very small and may be neglected. 
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bisect leD at Q and erect the perpendicular QO' on TeD, The center O' 
of the circle lies on the line leA, Draw the semicircle passing through 
le and D. 

In order to separate the stator and rotor losses, another line hF must 
be drawn at such a slope that 

CF __ stator losses 
FD rotor losses 

The point F may be located by making the in-phase current component 
CF equal to 

Watts per phase of stator copper loss 
Volts per phase winding 
or 

{ODy X ohms per phase o f stator winding 
Volts across the windings of one phase 

Then for any stator current OL we have 

the in-phase current representing useful work = 
horsepower X 746 
\/3 X line volts 

the in-phase current representing power supplied to rotor 
the in-phase current representing power supplied to the motor 
the in-phase current representing stator copper losses 
the in-phase current representing rotor copper losses 

efficiency 

slip [refer to formula (104) on p. 284] 

With a star-connected three-phase stator, any vertical line representing 
in-phase amperes per phase may be converted into watts by multiplying 
by \/3 times the line voltage. 

The manner in which the starting torque is read from the circle dia¬ 
gram, and the relation between torque and leakage flux, will be discussed 
later. 

If the circle diagram is to be drawn from design particulars instead of 
test data, it is necessary to calculate certain quantities which will provide 
us with the same information as may be obtained from au actual machine 
by making the tests referred to at the beginning of this article. The 
stator resistance as obtained from test c is easily cal(*ulated, but, in order 
to calculate all the quantities determined by tests a and 6, we require to 
know: 


KL = 


ratio 


ratio 


JL 

GL 

HJ 

JK 

KL 

GL 

JK 

JL 
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1. The magnetizing current (without which the power factor of the 
motor running light cannot be calculated) < 

2. The leakage flux (to enable us to calculate the reactive voltage drop 
and the power factor when the windings are carrying heavy currents) 

112. Magnetizing Current of Induction Motor. In order to calculate 
the amount of current in the stator windings required to establish a given 
flux (or flux density) in the air gap, we must know the length of the 
equivalent air gap and express the resultant magnetizing mmf in terms 
of the number of conductors in the stator slots and the current per 
conductor. 

Air-gap Clearance. This is usually made as small as possible and is, 
therefore, determined largely by mechanical considerations. A small 
clearan(‘e means a good power factor and small reactive drop (as in a 
transformer with small separation between primary and secondary 
windings). If the gap is very small, there is, however, a possibility of 
increased losses through flux pulsations and eddy currents in the teeth. 
If the diameter of the rotor is large and the peripheral velocity high, a 
larger air gap is necessary than with a rotor of smaller diameter or of the 
same diameter but running at a lower peripheral velocity. Obviously, a 
stiff shaft and rigid framework are required when the air gap is reduced 
to a mere mechanical clearance, and great length axially should be avoided 
so that the bearings shall not be too far apart. The following formula 
gives the approximate air-gap clearance for induction motors of normal 
design with the usual peripheral speeds: 

8 = lo + D (107) 

where D is the rotor diameter in inches, and 8 is the air-gap clearance in 
mils. 

Equivalent Air Gap. The equivalent air gap is the length of air gap 
between rotor and stator which would cause the same exciting ampere- 
turns to establish the same amount of flux in the gap if the slotted surface 
of both stator and rotor were replaced by smooth surfaces. The manner in 
which the equivalent air gap may be calculated is explained in Art. 35 
and in calculating items 12 and 13 in the Illustrative Example of 
Art. 91. 

A simple way to determine the equivalent air-gap length, which takes 
account of the slots in stator and rotor, is to consider the reduction in the 
area of the cylindrical iron surfaces due to the slot openings, a suitable 
allowance being made for the “fringing” of the flux at the edges of the 
teeth. Thus, if there are slot openings on the stator, each of width w, 
and nr slot openings on the rotor, each Wr wide, the average reduction of 
the iron surface measured around the air gap is {niw + nrWr)/2, and, if we 
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allow 15 per cent for “fringing,”* the reluctance of the air gap will be 
increased in the ratio 

tD 

tD - X 0.85) 

which is the quantity by which the actual air-gap clearance 3 must be 
multiplied to obtain the equivalent length of air gap 3*. 

Magnetizing Ampere-tums of Three-phase Stator Winding, The mag¬ 
netizing effect of the three-phase winding on the stator of an induction 
motor is the same as that of the armature windings of a three-phase 
generator, and we may use the formula (78) on page 217. This may be 
put in the form 

Resultant maximum ampere-turns perl 

pole, produced by three-phase distrib-l = (TI)g = X- - (lOS) 

uted winding J ' ^ 

where Z' = the total number of inductors in stator slots, being three 
times the number of inductors per phase 
7o = the rms value of the magnetizing current 
p = the number of poles 

In order to solve for /o, we must first calculate the ampere-turns 
required to establish the flux across the air gap. 

Let Bg be the average air-gap density over the pole pitch, in lines per 
square inch (see Art. 100), then (7r/2)JS'' is the maximum value of the flux 
density (sine-wave distribution assumed). Thus 

{TI), = 0.313 X I X be (109) 

where he is the equivalent air gap in inches. This formula gives the 
ampere-turns required to overcome the air-gap reluctance only. The 
reluctance of the iron portions of the magnetic circuit of an induction 
motor is always comparatively small, and it is usual to assume that the 
air gap represents from 70 to 85 per cent of the total reluctance. On the 
assumption that the total ampere-turns of excitation are m times the 
ampere-turns required for the air gap, we may put m times the quantity 
given in formula (109) equal to the quantity of formula (108) and solve 
for 7o. This gives 

Approximate rms value of magnetizing \ 

component of exciting current in stator I = 7o = m X 1.095 - - (110) 

windings j 

* This allowance for fringing is intended to correct for the fact that the spreading 
of the flux lines at the edges of the slot openings causes the effective slot openings to be 
somewhat less than the actual opening. 
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where the multiplier m depends upon the relative reluctance of iron and 
air portions of the magnetic circuit. The nuiherical value of m is usually 
between 1.2 and 1.4. Expressed in terms of the full-load stator current 
Ic, the magnetizing component /o of the no-load current usually approxi¬ 
mates to the values given below: 


Hp of motor 
1 
5 

20 

50 

100 and larger 


Ratio lo/Io 
0 45 
0.35 
0.30 
0.27 
0.25 


These figures apply to 60-cycle motors. In 25-cycle motors the magnet¬ 
izing current is usually rather greater, but, on the other hand, the IX 
drop is less on the lower frequency. 



Magnetizing component 
of total no-load current 
(formula (110)) 


Fia. 140. Vector diagram showing components of no-load stator current of three- 
phase induction motor. 

113. Total No-load Current in Stator Windings. The current /o, as 
given by formula (110), is only the magnetizing component of the total 
current in the stator windings required to run the motor at approxi¬ 
mately synchronous speed without external load. The total current is 
the (vectorial) sum of this ‘Svattless'' component and the in-phase or 
‘‘energy component which supplies the friction and iron losses. This is 
illustrated in Fig. 140 where the current component in phase with the 
applied emf is drawn at right angles to the component 7o. Its length is 
easily calculated by dividing one-third of the total no-load losses by the 
volts across the windings of one phase. 
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The power factor with rotor running light and full volt age across stator 
terminals is cos 0 = /«,//«, the value of Ie being = \//o^ + 

114. Leakage Flux in Induction Motors. Although a knowledge of 
the magnitude and phase of the exciting current is necessary for the con¬ 
struction of the circle diagram, it is not possible to complete the diagram 
and predict the performance of the motor without knowing the amount 
of the leakage flux. 

With the rotor locked and normal operating voltage impressed on the 
stator windings, the conditions are similar to those in a static transformer 
with secondary short-circuited. Calculations of leakage flux reactance 

and the reactive component of the total 
primary voltage can, therefore, be made 
as for a transformer (see Art. 137). If it 
is desired to retain the picture of a rotating 
field, we must consider this field rotating 
at synchronous speed (‘^slip” = 100 per 
cent with locked rotor) and note that the 
rotor conductors are not cut by the whole 
of the flux which cuts the stator (‘ondu(*.tors, 
but only by that portion of the total flux 
which is not leakage flux. The amount of 
flux cut by the rotor conductors is just 
sufficient to generate an emf equal to the 
IR drop in the rotor. 

Figure 141 shows the flux due to the 
magnetizing effect of the three-phase star 
winding in the space of one pole pitch, 
is the flux in the stator ring (equal to 
one-half the flux per pole) and is the leakage flux which links with the 
stator winding (primary) but not with the rotor winding (secondary). 
The difference between ^ and 4>/ is the flux in the rotor stampings below 
the slots. It is this flux which cuts the rotor conductors and generates an 
emf in them. 

When the machine is running light (no external load), the leakage flux 

= 0. If the machine could operate under load on unity power factor, 
the rotor current would reach its maximum value in the conductors under 
the center of the pole (i.c., on the line AB in Fig. 141) and the effect of 
magnetic leakage would be practically negligible, but, with rotor locked 
so that it cannot rotate with the field, the in-phase component of the 
voltage (required to circulate the rotor current) will be relatively small 
and the condition in the stator winding will be as indicated by the vector 
diagram (Fig. 142). The vector OP will be small in comparison with OE 
and the power factor cos 6 with rotor locked will, therefore, be of low 



Fig. 141. Flux liiirs in induction 


motor. 
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value. The angle 0 will approach its limit of 90® and cause the phase of 
the leakage flux to be very nearly the same as that of the flux wjiich 
cuts the rotor conductors. The rotor current will have its maximum 
value in the conductors near the neutral zone (the line MN of Fig. 141)* 
and the loss of pressure due to magnetic leakage will, therefore, be a 
maximum. The manner in which this maximum reactive voltage drop 
(the vector EP of Fig. 142) may be calculated is explained in the following 
articles. 


E 



^ Phase of total flux which induces the 

back emf in the stator windings; stator resistance 
neglected 

Fig. 142. Vector diagram for induction motor with locked rotor. 

116. Calculation of Leakage Flux in Slots and Air Gap. Figure 143 
is an enlarged representation of the leakage paths in the neutral zone 
(t.c., on the line MN of Fig. 141). 

The reactive voltage drop is the loss of pressure which is due to the 
magnetizing effect of the heavy currents in the stator and rotor windings. 
These currents cause a certain portion of the total flux, which links with 
the primary (stator) windings, to pass in the spaces between the primary 
and secondary windings, so that all the flux which generates a back emf 
in the primary is not available to generate an emf in the secondary. 
Thus, the emf which gives rise to the current in the secondary (rotor) 
circuit is due to the (‘uttirig of the flux which enters the rotor core, and 

* The manner in which the power factor affects the position of the conductor carry¬ 
ing maximum current was discussed in connection with alternator design. The 
displacement referred to is the angle /S of Fig. 102. 
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this is the difference between the total primary flux and the leakage flux. 
The reactive voltage drop IX in the primary (stator) circuit is the emf 
due to the cutting of the leakage component of the total flux. This is 
easily calculated if the amount of the leakage flux is known. 

The several paths taken by the slot and air-gap leakage flux, as indi¬ 
cated by the broken lines in Fig. 143, are 




Path 1. Across the stator slots through the copper 
Path 2. Across the opening above the windings in the stator slots 
Path 3. In the air gap (usually referred to as the zigzag leakage path) 
Path 4. Across the opening above the windings in the rotor slots 
Path 5. Across the rotor slots through the copper 
Equivalent Flux in Path 1. Use formula (90) developed in Art. 89, 
which, for the stator winding of Fig. 143, simplifies into 

4^1(equivalent) ~ 0.4,r(C.t) X g (111) 


this being the equivalent flux per centimeter of slot length when the ampere¬ 
conductors in one slot are (C,i). [In making the substitution in formula 
(90), b = 0 and c = d/2.] 
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Flux in Path 2 . The flux per centimeter of slot length is 

= 0.4ir(C.i) X P 2 

where the permeance P 2 can be calculated from the dimensions of the slot 
opening. 

Flux in Path 3. This is the zigzag leakage per centimeter length of slot. 
The position of the rotor tooth opposite the opening of the stator slot, as 
shown in Fig. 144, corresponds to the condition of maximum permeance 
of the path followed by the air-gap (or zigzag) leakage flux. The maxi-^ 
mum leakage flux in the air gap due to the ampere-conductors (C,i) in one 



stator slot will depend upon the permeance of a path of width a (see Fig. 
144) and length 2d. If we assume that the effect of fringing of flux at the 
edges of the slot opening is to make the effective cross section of the path 
c times greater than if there were no fringing of flux, the permeance of the 
path considered (per centimeter length of slot) is P 3 = (a/26)c, and, since 
the permeance of this path will be very small (almost zero) when a rotor 
slot is exactly opposite a stator slot, we shall assume the average per¬ 
meance to be half the above value, whence 

_ c X a 

I^3(»vg) “ 

The value of a in terms of the rotor slot pitch Xr and the width w and 
Wr of the slot openings in stator and rotor, respectively, is 
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whence 


P 


3(avg) 


Xr — + Wr) 

86 


X c 


( 112 ) 


or, if we assume c = 1.14, 

3(avK) 


(w + Wr) 

lb 


(112a) 


and the average value of the zigzag leakage flux per centimeter length of 
the slot is, approximately, 


<f>3 = QATr{Csl)P, 

Flux in Path 4. This flux component is calculated in the same man¬ 
ner as the flux in path 2, except that the ampere-turns per slot will 
depend upon the relative number of slots in stator and rotor. Let 

number of stator slots ^ . i 

f c=s---- —-- T-r-i then the liux m path 4, per centimeter length 

number of rotor slots x > © 

of slot, is 

^4 = 0.47r(O> X Pa 


where the permeance Pa depends upon the dimensions of the openings in 
the rotor slots. If there are no openings, the flux in the thin bridge of 
iron over the slots may be calculated by assuming a fairly high value of 
flux density at this point. 

Flux in Path 5. A formula similar to that used for the flux in the stator 
slots is applicable to rotor slots also, although this formula assumes many 
small wires in the slot, while the rotor winding freciuently consists of solid 
rods of copper or aluminum. From Fig. 143, it is seen that the reactive 
voltage drop is caused by the flux line 4>i linking with a certain portion of 
the stator winding near the bottom of the slot, while in the case of the flux 
line ^6 the loss of voltage is due to the fact that this flux line does not link 
with a certain portion of the rotor winding near the bottom of the slot. 
It is for this reason that the equivalent slot-leakage flux may be calculated 
in the same manner for both stator and rotor slots. Using the same ratio 
r for correcting the ampere-conductors per slot as in calculating 4>4, the 
expression for the flux per centimeter of slot length in path 5 is* 

4^5(e<iuiviilent) 0. 4^(C'.z)r X ~ (113) 

Summing up these several flux components, the expression for the total 
equivalent leakage flux in air gap and slots is 

= (2.54U0.47r(C.i)[Pi +P 2 +PZ + r{P, + P,)] (114) 

* This formula does not include the reluctance of the air gap and the iron in the 
path of the flux component ^6, but this is negligible in comparison with the reluctance 
of the slot. 
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where L = gross axial length of stator core in inches 
(C,i) = ampere-conductors in one stator slot 

_ number of stator slots _ rotor slot pitch _ Xr 
number of rotor slots stator slot pitch X 
Pi = di/3s [from formula (111)] 

P 3 = the permeance as given by formula (112) or (112a) 

Ph = dr/Zsr [from formula (113)] 

116. Reactive Voltage Drop in Induction Motor. The leakage flux 
represented by the line (Fig. 141) may be calculated by the formula 
(114) which was developed in the preceding article. Note that twice this 
amount of flux is the total number of maxwells per pole cut by the pri¬ 
mary (stator) windings, but not by the secondary (rotor) windings; and 
this is the cause of the reactive voltage drop. The leakage flux is merely 
a component of the total flux which is cut by the stator slot conductors. 
It may be considered as rotating at synchronous speed relatively to the 
stator conductors, so that the amount of leakage flux which cuts each 
stator slot conductor per second is (2^z) X 2/, and, since there are 
slot conductors per phase winding, the average value of the reactive emf is 

4/4>z(r«n«p)10 ® volts 

This must be multiplied by 7r/2 \/2 to obtain the rms value (on the 
sine-wave assumption). Thus 

/X.iofandairgap = “ 4>z(C.a«p) 10"® 

V2 

Before substituting for its value as expressed by formula (114), note 
that the current i in the slot conductors in the neutral zone is a maximum 
on zero power factor (short-circuited and locked rotor) when it is equal to 
y/2 times the rms value of the stator current, or i = \/2 Ic. The final 
expression for rea(*tive voltage drop due to slot and air-gap leakage is 

and gap 27r/ X QAirCMsP X 2.54/a[P] X X 10"® (115) 

where [P] stands for the sum of the five permeances, or ‘‘equivalentper¬ 
meances, per centimeter length of statoricore^ as calculated in connection 
with formula (114). 

Reactive Voltage Drop Due to Inductance of End Connections. In order 
to obtain a figure for the total reactive drop in the windings, it ismecessary 
to increase the amount given by formula (115) by the voltage drop due to 
the reactance of the portion of the stator windings outside the slots.* 

* It is almost impossible to consider the end-connection reactance of the rotor 
winding independently of the stator winding. With the squirrel-cage rotor, the 
reactance of the end rings and the short lengths of bar outside the slots is usually 
negligible. With a wound rotor, the end-connection reactance, if considered inde¬ 
pendently of the stator, would be greater than that of the squirrel-cage rotor, but. 
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This reactance may be calculated by formula (75) on page 192, as used in 
connection with the armature windings of synchronous generators. 

117. Equivalent Resistance of Windings. Since the circle diagram is 
drawn to represent conditions in the primary (stator) circuit, all quan¬ 
tities calculated for the secondary (rotor) circuit must be expressed in 
terms which shall be directly comparable with the quantities of the pri¬ 
mary circuit. Thus, although the resistance of a wound rotor may be 
measured or calculated, the quantity we wish to know is the equivalent 
primary resistance. In other words, we require to calculate the amount 
by which the primary resistance would have to be increased, if the second¬ 
ary had no resistance, to produce in the primary circuit the same effect 
as is produced by the actual secondary resistance. With squirrel-cage 
rotor, the resistance is not easily measured, and it will, therefore, be con¬ 
venient to express the equivalent primary resistance in terms of the cop¬ 
per losses. 

Let Ic = current in primary windings 
W = total watts lost in stator copper 
Wr = total watts lost in rotor copper 

Then, in a three-phase motor, the equivalent resistance per phase wind¬ 
ing is 

IZequi valent = ^ OhmS (116) 

^ c 

118. Construction of Circle Diagram from Design Data. In Art. Ill 
the construction of the circle diagram (Fig. 139) from test data was 
explained. The manner in which a similar diagram (Fig. 145) may be 
constructed from calculations based on design particulars will now be 
considered. 

Calculate the exciting current per phase (7^) at normal operating volt¬ 
age, as explained in Art. 113, and draw Ole at the proper angle relatively 
to the phase of the impressed stator voltage OE, Draw OM at right 
angles to OE and of such a length as to represent to the same scale as Oh 
the calculated maximum current per phase with locked rotor assuming 
the resistance of the windings to he zero. Thus, 

__ volts per stator phase winding _ E 
equivalent total reactance per phase ~ Xequ.vaient 

since the currents in the rotor windings tend to counteract the magnetizing effect 
of the current in the stator windings, the total or equivalent end-connection reactance 
will not necessarily be any greater with the wound rotor. In either case, the frequency 
of flux reversal in the secondary, being proportional to the slip revolutions, is only a 
small percentage of the supply frequency, and it is suggested that formula (75) as 
used for salient-pole synchronous generators will give the approximate total amount 
of end-connection reactance in an induction motor. 
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where X.aow.i»t is the sum of the reactances calculated as explained in 
Art. 116. It is the quantity calculated by formula (115) with the current 
Ic omitted, plus the quantity calculated by formula (75). Erect the per¬ 
pendicular MB at M. Draw I,A parallel to OM and meeting MB &t A. 
Describe a semicircle of diameter Locate the point B by making 

AB = I.A X 

Join which locates the point D on the semicircle. Then OD is the 
total stator current with locked rotor, and IcD is the component of the 



{IcA)x-^ 


O loG G' M 

Phase of reactive stator current 
components 

Fia. 145. Circle diagram for induction motor constructed from design data. 

total current which balances the rotor current. The in-phase component 
of this current is CD^ and it is the current component in the primary cir¬ 
cuit which supplies all the copper losses under the condition of locked and 
short-circuited rotor.* 

* The right-angled triangles hBA and hAD are similar; therefore, 
hi) _ hA , , (hA)^ 


On account of the construction of the diagram, hB may be expressed in terms of 
I«A and the calculated quantities R and X. Its value is 


whence 


^ Vx* + ft* 

^ X(I.A) 

“ Vx> + ii> 


Note that, when constructing the diagram, the length OM was determined by 
the equation X{OM) « impressed volts. Therefore, X^^A) is the impressed voltage 
leas what is required to establish the magnetic field, and the last equation may be 
expressed in words as 

Current component in stator which 1 emf 

balances the rotor currents j ** impedance 

which proves the correctness of the construction. 
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In order to draw the line /eF, we must divide the line CD into two parts, 
CF and FZ), which shall represent the current components supplying the 
stator and rotor losses, respectively. Thus 

CF = CD X_ stator copper loss _ 

^ total copper loss in stator and rotor 

The manner in which the circle diagram indicates the performance of 
the motor under different loads was explained in Art. 111. For the con¬ 
dition of maximum output, the point U must be located where the length 
of the vector K'lJ will be a maximum. This may easily be done by 
drawing a tangent to the circle parallel to leD. 

119. Use of Circle Diagram in Calculating Torque. The manner in 
which torque is related to the slip revolutions and the resistance of the 
rotor windings was briefly discussed in Art. 108. We shall now see how 
torque may be read off the circle diagram, and discuss the conditions 
necessary to ensure a good starting torque. 

The product torque X speed is a measure of power, and we may write 


or 


power transmitted to shaft 

1 orque « ^--—^- 

actual rpm 


T orque 


rotor input 
synchronous rpm 


and, since the synchronous speed is constant. 

Torque « rotor input 

Therefore, with constant impressed voltage, 

( the current component in phase with impressed volts which 
represents rotor output, plus the current component rep¬ 
resenting losses in rotor 


or 


Torque a the vector JL on circle diagram 


The maximum torque is proportional to the current component J"U\ 
the point L" being located by drawing a tangent to the circle parallel to 
the line 7«F. This maximum torque does not depend upon the rotor 
resistance, but the speed (or slip) at which maximum torque occurs does 
depend upon the rotor resistance. Thus, in order to obtain maximum 
torque at starting, the rotor resistance would have to be increased so as to 
bring the point D to coincide with L", because slip would then be 100 per 
cent (rotor at rest), while the in-phase current component in the rotor 
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would be a maximum. This condition can be obtained with wound rotors 
provided with slip rings by inserting resistance of the proper amount When 
starting the motor, the slip rings being short-circuited when the motor is 
running. 

The factor of importance in determining the maximum torque obtain¬ 
able in an induction motor is the leakage flux, or rather the leakage react¬ 
ance X, because, as X becomes smaller (less magnetic leakage), the diam¬ 
eter of the circle increases and this also increases the length of the vector 
which is a measure of the maximum torque. 

Effect of the Ratio (X/R) on Starting Torque. The torque obtained at 
starting (i.c., with slip = 100 per cent) is proportional to the length FD 
on the circle diagram. It depends not only upon the rotor resistance, 
but also upon the total impedance of the windings. 



(fWD- 


ER 


Fin. 146. Diagram for study of starting torque. 


For the purpose of calculating the starting torque, it is usually permis¬ 
sible to neglect the exciting current component /e, which is small in com¬ 
parison with the short-circuit current. We shall, therefore, assume that 
the diameter of the circle O'A (Fig. 14G) is simply {E/X), where E = volt¬ 
age, per phase, impressed upon the stator windings, and X = reactance, 
per phase, due to leakage flux—^usually referred to as the equivalent 
reactance and expressed in ohms. Then by construction, 



ER 

X2 


where R stands for the eijuivalent resistance per phase as defined in Art. 
117. The starting current (on the assumption of negligible exciting cur¬ 
rent component) is 




as proved in the footnote on page 319 . 
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It has been shown that the starting torque is proportional to the length 
of the vector FD, which may be expressed in terms of F, R, and X, Thus, 


Current component FD 


watts lost in rotor per phase 
E 

(0'Z))2 X Rr 
E 


which may be written 

FD 


yfir 

R^ + E 
ERr 

R^[l + {X/Ry] 


(117) 


where Rr stands for the equivalent rotor resistance. 

If we assume F, 72, and Rr to be constant in value, it follows that 


Starting torque = A constant X T“rTV 77^2 (118) 

which shows how a reactance which is large relatively to the resistance of 
the windings will cause the starting torque to be small; whence the impor¬ 
tance of keeping down the amount of the leakage flux if a large starting 
torque is desired. 

If it is desired to express starting torejue in pound-feet, we have 

2ir (torque in Ib-ft) X N , ^ j x ^ 

—i- = horsepower imparted to rotor 

oojUUU 


where N is the synchronous speed in revolutions per minute, because, 
although the rotor is at rest, the field which produces the torque is rotat¬ 
ing at synchronous speed. In the case of a three-phase motor, the horse¬ 
power is 

in-phase component of current X volts per phase 
746 “ 


Hp = 3 X 


= 3 X 


whence 


(FD) X E 
746 


E 


Starting torque in Ib-ft = 21.1 ^ (FD) 


(119) 


Inserting for FD its value as given by formula (117), we get 

E^R 

Starting torque = 21.1 (^^®) 

120. Illustrative Example. Characteristics of Induction Motor Deter¬ 
mined from Design Data and Circle Diagram. Calculate the following 
quantities and construct the circle diagram for the 10-hp 3-phase indue- 
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tion motor designed in the Illustrative Example of Art. 109; obtain all 
necessary data from the design sheet on page 285: « 

а. The exciting current 

б . The power factor with motor running light 

c. The circle ratio 

d. The horsepower output, total copper losses, efficiency, power factor, 
and slip, for the condition of maximum output 

6 . The power factor when operating under normal full-load condition 
(10-hp output) 

/. The horsepower output at which the power factor is a maximum 

g. The ratio of maximum torque to full-load torque, and the slip corre¬ 
sponding to maximum torque 

h. The amount of the starting torque and the ratio of starting torque 
to full-load torque 

All data required for these calculations, taken from Art. 109, are here 
assembled for convenience of reference. The numbers in parentheses are 
the item numbers as taken from the design sheet of page 285. 

Calculations for Items a and b: The Exciting Current and No-load Power 
Factor, Before calculating the magnetizing component of the total excit¬ 
ing current, it is necessary to decide upon the air-gap clearance between 
rotor and stator cores. From formula (107) on page 309, we have 6 = 15 
+ 7 = 22 mils. This is approximate only, and we shall select 0.024 in. 
as a suitable value. 

The equivalent air gap (refer to Art 112) is 

_£ >^7_ 

(36 X 0.13) + (31 X 0.1) 

2 

= 0.0282 in. 

The average value of the flux density in the air gap is 23,900 lines per 
sq in.; whence, by formula (109) on page 310, the maximum value of the 
required ampere-turns per pole is 




X 0.85 


X 7 




{TI), = 0.313 X I X 23,900 X 0.0282 
= 331 amp-turns 

The current per stator winding which will produce these magnetizing 
ampere-turns is given by formula (110) on page 310. Thus if we assume 
the air-gap reluctance to be 75 per cent of the total reluctance of the mag¬ 
netic path, the numerical value of the factor m would be 1.33, and 


lo 


= 1.33 X 1.096 X ^X^,9WX , 0,01^2 
= 9.1 amp 
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DATA FOR ART 120 TAKEN FROM ART 109 
(All dimensions in inches unless otherwise stated) 


(10) 

Diameter of rotor 

D 

7 


Number of slots m stator (3n« X p) 

ni 

36 

(Fig 131) 

Width of slot opening (stator) 

w 

0 13 

(40) 

Number of slots in rotor 

Ur 

31 

(Fig 131) 

Width of slot opening (rotor) 

Wr 

0 1 

(6) 

Average flux density in air gap (lines per sq m ) 

K 

23 900 

(1) 

Number of poles 

V 

4 


Total number of stator conductors (3 X 144) 

Z' 

4^2 

(5) 

Full-load current in stator winding (amp) 

Ir 

26 2 

(39) 

Iron loss m stator core and teeth (watts) 


^20 

(30) 

Resistance per phase (stator) (ohm) 


0 J61 

(2) 

Volts per phase across stator winding 

E 

127 


Depth of stator slots (1 34-0 07) 

di 

1 27 

(Fig 131) • 

Width of stator slots 

8 

0 302 

Depth of rotor slots (0 67-0 07) 

dr 

0 6 

, 

Width of rotor slots 

Sr 

0 2 

(41) 

Slot pitch (rotor) 

Xr 

0 71 

(19) 

Number of conductors per stator slot 

r. 

12 

(16) 

Number of stator slots per pole per phase 

n. 

3 

(13) 

Gross length of stator core 

la 


(12) 

Pole pitch 

T 

5 5 

(29) 

Mean length per turn of stator winding 


29 15 

(32) 

Full-load stator copper loss (watts) 

w 

332 

(53) 

Full-load rotor copper loss (watts) 

Wr 

400 


Total losses at full load (watts) 


1 253 


Synchronous speed (rpm) 

\ 

1 800 


The ratio of magnetizing current to full-load primary current is, 
therefore, 

h 9 1 


h 26 2 


= 0 347 


which compares favorably with the usual values for this lalio as given 
in Art 112 

The in-phase or energy component of the no-load exciting current is 
calculated from the estimate of total no-load losses These are: 


Stator iron loss 120 

Rotor iron loss (estimated as 5 per cent of stator loss) 16 

Copper loss (from estimated primary current of 9 2 amp) = 

3 X (9 2)* X 0 161 = 41 

Windage and friction loss 185 

Total 562 waits 


Whence the m-phase component of the exciting current (see Fig 140) is 

r 562 

= 3'XW ^ ^ 
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I, = V(9.1)2 + (1.48? = 9.22 amp Am. a. 

The power factor is 

T 1 48 

cos ^ ^ = 0.1605 Am. b. 

Calculations for Item c: The Circle Ratio. The quantity obtained by 
dividing the diameter of the circle in the circle diagram by the magnetiz¬ 
ing current component is called the “circle ratio.It is of use in compar¬ 
ing different designs of motor. We shall, therefore, make whatever cal¬ 
culations may be necessary to determine the diameter of the circle in the 
circle diagram. 

Calculation of Leakage-flux Reactance. (Refer to Arts. 115 and 116.) 
If we omit the term Ic in formula (115) on page 317, we obtain an expres¬ 
sion for the equivalent reactance in ohms due to the leakage flux in air gap 
and slots. The equivalent permeance [P] will first be calculated. 

From formula (111) we have Pi = = 3 X 0^302 

From dimensions in Fig. 131 we have P 2 = = 0.54 

By formula (112a), P 3 = ^ 7 ><^ 0 ^ 024 ^ 

The factor r, which occurs in formula (114), is the ratio 

number of stator slots _ 36 _ ^ 
numl^er of rotor slots 31 

whence, from the dimensions of Fig. 131, we have 

r X P 4 = 1.10 X ^ = 0.81 
From formula (113) we have 

r X Ps = 1.16 X 

The total eciuivalent permeance of these leakage paths is the sum of the 
above quantities; whence 

[P] = 6.77 

By formula (115), omitting the term /c, the equivalent reactance due to 
the leakage flux in air gap and slots is 

A^air gnp and aiuU ~ 27r X 60 X 0.4ir(12)=' X 3 X 4(2.54 X 5.25) 


= 0.74 ohm 


X 6.77 X 10-» 
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An approximate value for the reactance of the portion of the stator 
winding which is outside the slots is given by formula (75) on page 192. 
In order to estimate the average projection V of the coils beyond the ends 
of the slot, we have 


and 


Z« = mean length per turn — 2la = 29.15 — 10.5 = 18.65 in. 



18.65 - (2 X 5.5) 
4 


= 1.92 in. = (say) 5 cm 


The winding factor for full-pitch coils with three slots per pole per phase 
is d = 0.96; whence 


X..d. = I X 3 X V2 X 1.7(0.96)260(3 X 12)24 X 5 X 10"* = 0.16 ohm 


The total equivalent reactance per phase is, therefore, 
X = 0.74 + 0.16 = 0.9 ohm 


The length OM in the circle diagram (see Fig. 145) is E/X = 127/0.9 = 
141 amp, and the diameter of the circle is 

leA OM - OIo = 141 - 9.1 = 132 amp 

The circle ratio is, therefore, 132/9.1 = 14.5, which is the answer c. 

In order to obtain the other quantities asked for in this problem, we 
must first calculate the equivalent resistance and then construct the circle 
diagram. 

Calculation of Equivalent Resistance, (Refer to Art. 117.) At full load, 
when the stator current is Ic = 26.2, the stator copper loss is TF = 332 
watts, and the rotor copper loss is Wr = 400 watts. Whence, by formula 
(116), the equivalent resistance of the windings is 


7? = (332 + 400) 
3 X (26.2)2 


= 0.355 ohm 


Construction of Circle Diagram, This is carried out exactly as explained 
in Art. 118 in connection with Fig. 145. Any convenient scale divided 
into tenths may be used, and the vectors plotted in amperes. Thus 
OM = 141 amp, and = 132 amp. The length of the construction 
line AB is 132 X (0.355/0.9) = 52.1. 

The position of the point F on CD is found by making 


CF = CD X copper loss 

total copper loss 


CD X HI = 0.453CD 
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Art. 120 

The required quantities, as obtained from the diagram, for the condition 
of mnyimimn output, being the answers d, are 

3E X K'U 


Horsepower output = 


746 

3 X 127 X 45 
746 


= 23 


Total copper losses = ZE X H'K' — 6,300 watts 


Efficiency 


K'L' 45 


G'V 63 


= ^ = 0.715 


Q'Ljf 

Power factor = 0.755 

Slip = 16.5 per cent 


Power Factor under Full-load Conditions. The circle diagram is of little 
use for studying the behavior of a lightly loaded motor and even of a 

Scale of amperes 

10 0 10 20 30 40 50 60 70 80 90 100 

« « I I_I_I_I_I_I_I 



Fig. 147. Circle diagram of motor designed in Illustrative Example, Art. 109. 


motor operating under full-load conditions. The full-load losses and 
efficiency have been calculated in Art. 109, but the circle diagram may be 
used to obtain an approximate value for the full-load power factor. The 
point L on the circle (Fig. 147) must be found where the in-phase current 
component GL corresponds to the calculated input. The input, being 
output plus losses^ is 7,460 + 1,253 = 8,713 watts; whence 

GL = g ^ 1 ^ » 22.9 amp 

The total current OL as scaled off the diagram is 28 amp. Therefore, the 
power factor when working on full load is cos B = 22.9/28 = 0.82, which 
is the answer e. 
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Output Corresponding to Maximum Power Factor, From the point 0 
draw a tangent to the circle so as to locate the point L'" which will be the 
end of the primary current vector corresponding to minimum value for 
the angle B. Drop a perpendicular from L'" onto the base line. Then 


Horsepower output = 


746 

3 X 127 X 31.3 
746 


16 


which is the answer f. 

Torque from Circle Diagram. For the answers to item g we have 


Ratio maximum to full-load torque 


Slip at maximum torque 


J"K" 

J"L" 


J"/." 

JL 


= 2.7 


21.2 per cent 


For the answer to item h we have, by formula (119), 


Starting torque = 21.1 X 


127 

1,800 


XFD = 36.5 Ib-ft 


^ . starting torque FD . ^ . 

Ratio r .. . —= 1.2 (nearly) 
full-load tonpie JL v j / 


The results of these calculations, together with some of the quantities 
calculated in Art. 109, are here assembled to facilitate the comparison of 
similar quantities under different conditions of loading. 


SUMMARY OF CIRCLE DIAGRAM CALCULATIONS — 
10-HP INDUCTION MOTOR DESIGN lOD IN ART. 109 


No-load conditions: 

Windage and friction loss. 185 watts 

Total losses. 562 watts 

Total exciting current (per phase). 9.22 amp 

Power factor. 0.16 

Full-load conditions (rated output): 

Total losses. 1,2511 watts 

Efficiency. 0.856 

Power factor. 0.82 

Slip (per cent). 5.1 

Maximum output conditions: 

Output. 211 hp 

Total copper losses. (>,300 watts 

Total losses. 6,821 watts 

Efficiency. 0.715 

Power factor. 0.755 

Slip (per cent). 16.5 

Torque ratios: 

Ratio maximum to full-load torque. 2.7 

Ratio starting to full-load torque. 1.2 

Slip (per cent) at maximum torque. 21.2 
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121. Circle-diagram Limitations. Although the circle diagram, dis¬ 
cussed in Arts. Ill, 118, 119, and 120, is extremely helpful to the student 
and designer in his analysis of general operating trends, it does not yield 
motor performance information that is considered sufficiently accurate; 
calculated values do not always check too closely with those obtained 
from actual tests. However, the unique advantage of the circle-diagram 
method is that it clearly indicates how certain constants affect operating 
characteristics, i.e., horsepower output, torque, power factor, and effi¬ 
ciency, and how changes in one or more parameters should be 'properly 
made if modification or improvement is to be accomplished. 



Fig. 148. JOquivalent-circuit diagram of induction motor. 


The most serious difficulty in the use of the circle diagram lies in the 
fact that the operating points usually fall in a very small section of a 
rather large circle, i.e., in the portion OLG of Fig. 147; since most of the 
data for the calculation of the motor performance are found in this limited 
area, the accuracy is, therefore, poor, particularly if extreme care is not 
taken when the circle is drawn and when distances are scaled off. More¬ 
over, the circle diagram is based upon the so-called approximate equivalent 
circuit of the induction motor (not the exact equivalent circuit), and this 
arbitrary simplification implies that the equivalent rotor circuit is directly 
in series with the stator circuit, an assumption that leads to considerable 
error in motors—especially small ones- requiring comparatively large 
values of no-load current. It should, therefore, be understood that the 
calculated values obtained in the Illustrative Example of Art. 120 are to 
be considered only as fair approximations of the machine's operating 
characteristics. A much more accurate procedure, involving the solution 
of the exact equivalent circuit, is given in succeeding articles. 

122. The Equivalent Circuit. Figure 148 is a diagram representing the 
exact equivalent circuit of the induction motor, with which the student is 
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assumed to be familiar from his study of basic alternating-current machine 
theory; all symbols indicated thereon are on a per-phase basis and in 
stator terms. They are defined as follows: 

R\ = stator resistance per phase 

Xi = stator reactance per phase (assumed to equal X/ 2 ) 

JSl 2 == rotor reactance per phase (assumed to equal X/ 2 ) 

R2 = rotor resistance per phase 

/22[(1 — s)/s] = equivalent resistance per phase of mechanical load 
on motor 

R2/S = equivalent resistance per phase of rotor circuit 
Qo = conductance per phase of exciting circuit 
ho = susceptance per phase of exciting circuit 
Z2 = impedance per phase of rotor circuit 

Z2-0 = impedance per phase of rotor and exciting circuits in parallel 
Zt = total impedance per phase of equivalent circuit of motor 
7 i, 1 2) and le are respectively the stator, rotor, and exciting currents 
per phase 

E = volts per phase 

Before proceeding with a solution of the equivalent circuit to determine 
the motor characteristics, it is generally desirable to list the values of all 
items necessary for the calculation of impedances, currents, and other 
required data. The only parameters not previously found are Qo and 60, 
and these may be evaluated as follows: 


Qo = 


bo = 


total iron loss 
3 X (^^.nducod") \ I 


lo 


{E induced) n 1. 


( 121 ) 

( 122 ) 


where (•i^induoed)n.l. — E IeXI 

A table should next be prepared listing the various items of calculation 
in logical sequence under headings of arbitrarily assumed values of slip; 
this has been done for the illustrative example that follows. Summariz¬ 
ing the results of such a table in connection with Fig. 148 , it should be 
noted that: 


a. F2 = (72 — jB2 = admittance for the rotor circuit 

b. ¥2^ = {G2 + Qo) — ]{B2 + bo) = admittance for the rotor and 
exciting circuits 

c. Z2-^ = R2^ + jA2~o = impedance for the rotor and exciting 
circuits 
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d. Zt = (J?i + Ri-c) + j(Xi + Xi) = total equivalent impedance of 

motor circuit ' 

e. h = ElZt = stator current 
/. Stator copper loss = 3/i*i2i 

ff. li = (h X Z%-^IZ% = rotor current 
A. Rotor copper loss = Zh^Ri 

i. Rotor power developed = 3 X — «)/«] 

j. Power ouput == (rotor power developed) — {W + F) 

, „ , . power output 

K. Hp output = - — 

1. Rpm = srpm (1 — s) 

m. Torque = (hp X 5,250)/rpm 

n. Total losses = (W + F) + (Fe) + (stator cu loss) + (rotor cu loss) 
0. Power input = (power output) + (total losses) 

„ , . power input 

^ • power output 

q. rer cent efnciency = -;— 

power input 

123. Illustrative Example. Characteristics of Induction Motor Deter¬ 
mined from Design Data and Equivalent-circuit Diagram. Following 
the procedure outlined in Art. 122, determine the operating character¬ 
istics for the 10-hp 220-volt 3-phase induction motor designed in the 
Illustrative Example of Art. 109, obtaining all necessary data from the 
design calculations; assume slips of 0.02, 0.035,0.05, and 0.06. After com¬ 
pleting the table, plot characteristic curves of line current, slip, torque, 
efficiency, and power factor versus horsepower output. Also determine 
the slip for maximum torque, and the maximum torque. 

SUMMARY OF DATA TAKEN FROM ART. 120 

Windage + Friction (W -f F) loss * 185 watts 

Iron (Fe) loss * 336 watts 

Equivalent resistance of windings R « 0.355 ohm 

Stator resistance Ri « 0.161 ohm 

Equivalent reactance X = 0.90 ohm 

Total exciting current /* 9.22 amp 

Magnetizing component of exciting current « 9.1 amp 

Using the information from the foregoing table, calculations will now be 
made for the unknown equivalent-circuit constants. These are: 

jfia = = 0.356 ~ 0.161 = 0.194 ohm 

- ^2 = X/2 « 0.9/2 « 0.45 ohm 
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Induced voltage at no load = E — (ItXi) 

= 127 - (9.22 X 0.45) = 122.9 

“ 3 X ^1 22^ "" 0.00743 mho [formula (121)] 

bo = = 0.074 mho [formula (122)] 

With these data properly identified on the equivalent-circuit diagram of 
Fig. 149, the accompanying table of calculations was prepared in accord¬ 
ance with the procedure previously outlined in Art. 122. Note par¬ 
ticularly the orderly arrangement of the various items under the arbi¬ 
trarily assumed values of slip equal to 0.02, 0.035, 0.05, and 0.06. 



Fig. 149. Equivalent-circuit iliagram for Illustrative l^xample of Art. 123. 


With the results of the table plotted in the curves of F'ig. 150, the motor 
develops the following characteristics when operating at full load, i.e., 
10 hp: 


Rpm = 1,800(1 - 0.028) = 1,750 
Torque = 30 Ib-ft 
Line amperes = 25.3 

Per cent efficiency = 80.5 (compare with item 4, p. 297) 
Power factor = 0.882 (compare with item 3, p. 297) 


A reasonably accurate empirical formula that gives the slip at which 
maximum torque occurs is 


Thus 


Smt — 


Ri 




Smt “ “ . —^ — — — — 0.212 

a/(0.1G1)=‘ + (0.90)2 


( 123 ) 


which implies that the speed at which maximum torcjiic occurs is 


rpm = (1 - 0.212)1,800 = 1,420 





















TABLE OF CALCULATIONS FOR SQUIRREL-CAGE INDUCTION MOTOR BY EQUIVALENT-CIRCUIT METHOD 
Specifications: 10 hp; 3 phase; 220 volts; 60 cycles; 1,800 rpm (synchronous) 



Cu loss 3 X It*Ri 91 I 266 514 722 


TABLE OF CALCULATIONS FOR SQUIRREL-CAGE INDUCTION MOTOR BY EQUIVALENT-CIRCUIT 

METHOD.— (Continued) 



Per cent [(17/(22)] X 100 85 3 86 8 86.0 85.2 

efficiency 
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Proceeding with calculations for maximum torque, 


= 0.915 ohm 

0.915 + jO.45 = 1.02 

^ = 088 
( 102)2 


Stator pu loss = 
/2 = 

Rotor PU loss = 
Power de\’eloped = 
Power output = 
Hp out{)ut = 

Tor<)up = 


— 0 432 
(1.02)2 " 

(0.887 - j0.50()) = 1.02 
(1.02)2 

= 0 486 

(1.02)2 

0.852 + jO.486 = 0.985 
1.013 + jO.936 = 1.38 ohms 
127 

j- = 92.0 amp 

3(92)2 X 0 Kji = 4_()80 watts 
92 X 0.98') „ 

— 1 ()•> "" 

3(88.8)2 X 0.191 = -4,590 watts 
1 — 0 212 

4,590 X —(p>]o~ = 17,050 watts 


17,050 - 185 = 16,865 watts 
16,865 _ „ 

746 

22.6 X 5,250 , ., . 


124. Heating of Induction Motors. The predetermination of the 
temperature attained by any piece of electrical apparatus or machinery 
involves the use of empirical constants which should he didc^rmined from 
tests on apparatus generally similar to the design under consideration. 
The student is referred to Art. 58 and Illustrative lOxample of Art. 00 
where the manner of the probable temperature ri.se of the dynamo and 
alternator armatures was discussed. In the event of no data being avail¬ 
able from tests on the particular type of induction motor in which the 
designer is interested, he may calculate the temperature rise of the stator 
as suggested on page 195 in connection with stationary armatures. 

Generally speaking, if the current densities in the windings and the 
flux densities in the iron do not exceed the usual maximum values as 
given in Chap. 10, the final temperature rise of the stator under full-load 
conditions is not likely to exceed 40 to 50®C, which is permissible in 
modern motors. The rotor core losses are negligible (on account of low 
frequency) and it is not usual to calculate the temperature rise of the rotor. 
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The final temperature rise will depend largely upon the size and dispo¬ 
sition of the ventilating openings in the frame, and also upon the, effi¬ 
ciency of the vanes (if any) that are provided on the rotor to improve the 
air circulation. 

Some designers prefer to use a formula based on the outside dimensions 
of the motor and a cooling coefficient which depends partly upon the 
peripheral velo(‘ity of the rotor. In the formula t = w/cSj t is the tem¬ 
perature rise of stator (by thermometer) in degrees centigrade; w is the 
total of all losses in watts; S is the external surfac.e in square inches being 
equal to ttDL, where D is the outside diameter of casing and L is the out¬ 
side axial length not including projections for bearings. The cooling coeffi¬ 
cient c is in the form c = (a + y)/6, where a and h are numerical constants 
depending upon the type of machine and means of ventilation employed, 
and V is the peripheral velocity of the rotor in feet per minute. This 
formula for the cooling coefficient is similar to (50) on page 150, which is 
used for calculating the temperature rise of d-c armatures. 

Using numerical values for a and b which give good results for medium- 
size induction motors of standard design, we have 


40,000ly 
(3,000 + V) DL 


(124) 


In fan-cooled motors the temperature rise will be about 90 per cent of 
that given by formula (121). 

With totally enclosed motors, the temperature rise depends less upon 
the peripheral velocity, v; but it \\ould probably be about 23 ^^ times the 
rise as calculated by formula (124). 

126. Illustrative Example. Temperature Rise of Induction Motor. 
Calculate the probable maximum temperature rise (by thermometer) of 
the motor designed in the Illustrative Example of Art. 109. The required 
particulars obtained from the design sheet on page 285 are as follows: 

Total losses in stator iron = 320 watts 
Total losses in stator copper = 332 Avatts 
Gross axial length of stator core = 5)^4 in. 

Number of cooling ducts = I 

Mean length per turn of stator winding = 29.15 in. 

Inside diameter of stator core = 7 in. 

Outside diameter of stator core = 12^2 in. 

Peripheral velocity of rotor = 3,300 fpm 

Following the method of calculation outlined in Art. 58, the portion of 
the total copper loss to be radiated from the core surface is 332 X 
[(2 X 5.25)/29.15] = 120 watts, whence the total loss to be radiated is 
320 + 120 = 440 watts. The three cooling surfaces to be considered are: 



338 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 11 

а. The inside cylindrical surface = ir X 7 X 5.26 =* 115.5 sq in. 

б . The outside cylindrical surface = tt X 12.5 X 5.25 = 206 sq in. 

c. The ducts and end surfaces = j f(12.5)® — 7^] X 4 = 338 sq in. 

The cooling coefficients are calculated on the assumption that the inside 
cylindrical surface of the stator is moving with a peripheral velocity equal 
to that of the rotor; but, since no air is thrown against the outside cylin¬ 
drical surface, its peripheral velocity {v in the formula) is put equal to zero. 
The cooling coefficients are, therefore, 

а. For the inside surface, by formula (50), c = (1,500 + 3,300)/100,000 
= 0.048. 

б . For the outside surface, by formula (50), c = 1,500/100,000 = 0.015. 
c. For the ducts and ends, by formula (51), c = 3,300/(3 X 100,000) = 

0 . 011 . 

The watts that can be dissipated from the cooling surfaces per degree 
rise of temperature arc: 

0.048 X 115.5 = 5.55 

0.015 X 206 = 3.09 

0.011 X 338 = 3.72 

Total 12.36 

whence, the calculated temperature rise is 

as a check by formula (124), we have 
Total full-load loss (from the table on page 294), W = 1,253 
Dimensions from Fig. 134, D = 15 in., L = 123^ in.; whence 

0.9 X 40,000 X 1,253 _ 

(3,000 + 3,300)15 X 12.5 

TEST PROBLEMS 

The subject of induction motor performance, as treated in this chapter, cannot 
easily be illustrated or elucidated by means of short problems. 

References: The student who wishes to go further into the design of induction 
motors is referred to the following articles: Test Code for Polyphase Induction 
Motors, AIEEj No. 600, 1937. 

Ware, D. H., Measurement of Stray-load Loss in Induction Motors, Trans, AIEE^ 
voL 64, p. 194, April, 1945. 

Liwschitz, M. M., Harmonics in Induction Motors, Trans. AIEE^ vol. 62, p. 797, 
November, 1942. 

Hildebrand, L. E., et al.. Hot-spot Temperatures in Induction Motors, Trans. 
AIEE, vol. 64, p. 124, March, 1945. 

American Standard for Rotating Electrical Machinery, ASA C50-1943. 



CHAPTER 12 


ALTERNATING-CURRENT TRANSFORMERS 


126. Introductory. In order to provide a further illustration of the 
applications of electrical machine design as presented in the earlier chap¬ 
ters of this book, the calculations for the design of small, single-phase 
distribution transformers will be explained. Before this can be done, it will 
be necessary to discuss briefly a few essential matters which have not been 
covered in previous chapters; but it is assumed that the student is gen¬ 
erally familiar with the constru(‘tion and principles of operation of a-c 
transformers. Compared with a rotating machine, the static transformer 
would appear to present fewer difficulties to the designer because the 
interrelations between electric and magnetic circuits are less complex or 
variable. Transformer design does, nevertheless, involve manifold prob¬ 
lems relating to core and winding proportions, insulation for high-voltage 
service, core materials, construction arrangements, protection against 
surges, tap changing, temperature rise, and other factors. Such details 
can obviously not be treated in one short chapter, but this introductory 
material will be extremely helpful to the student should he desire to pur¬ 
sue his studies further in books* dealing exclusively with the subject. 

127. Theory of the Transformer. The two separate sets of coils, 
known as the primary and secondary windings, respectively, are linked 
with the same magnetic fluxf because they are wound on the same lami¬ 
nated iron core. It follows, therefore, that the emf induced by the 
alternating flux in the primary and secondary coils will be directly pro¬ 
portional to the number of turns in the respective windings. Also, since 
the IR drop in the primary windings is always small in relation to the 
impressed primary voltage, the emf induced in the primary must, neces¬ 
sarily, be almost exactly equal, but opposite in phase, to the impressed 
voltage. 

Suppose, in the first place, that the two ends of the primary winding 
are connected to constant pressure mains, and that no current is taken 
from the secondary terminals. The total flux of 4> maxwells increases 
twice from zero to its maximum value, and decreases twice from its 

• Still, Alfred, Principles of Transformer Design,^* John Wiley & Sons, Inc., 1926. 

t The effects of magnetic leakage will be considered later. 

339 
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maximum to zero value, in the time of one complete period. The flux 
cut per second is, therefore, 4<i>/, and the average value of the induced emf 
in the primary is 

K.. = volts 


where Tj, stands for the number of turns in the primary winding. 

If we assume the flux variations to be sinusoidal, the form factor is 
7 r /2 y/2 = 1.11, and the effective value of the induced primary voltage 
will be 


Ex 


4.44/4>Tp 

10 « 


Further, since the only difference between the ba^^k emf in the primary 
and the potential difference applied across the primary terminals is due to 
the relatively negligible IR drop in the primary windings due to the excit¬ 
ing current, we may write 

„ 4.44/4>7V , 

Ep = —^ (approx) 

and, similarly, 

„ 4.44/<l>r. , 

E. = —(approx) 

where Ep = primary impressed voltage 
Es = secondary terminal voltage 
Tp = number of series turns in primary 
1\ = number of series turns in secondary 
whence 

Ep ^Tp 

Es T. 

which is approximately true in all well-designed transformers, even under 
load, unless a large current is drawn from the secondary, when the relative 
amount of the IR and IX voltage components may become appreciable. 
The total number of turns T, in the secondary, when this is the low-voltage 
winding, should usually be divisible by 4 in order that the coils may be 
efficiently grouped for series or parallel connection. 

Since the IR drop in the primary is comparatively small, and, indeed, 
frequently negligible, it follows that the flux linking with the primary 
must be approximately the same at full load as at no load, and the magnet¬ 
izing ampere-turns necessary to establish this flux must, therefore, remain 
approximately the same whether or not current is drawn from the second¬ 
ary. Thus, when current is taken from the secondary, there must always 
be a current in the primary of which the magnitude and phase will be 
such as almost exactly to balance and counteract the magnetizing effect 


(125) 
(125a) ^ 

(126) 
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of the secondary ampere-turns. If Ip and /. stand, respectively, for the 
primary and secondary currents, we may, therefore, write 

IpTp = I,T, (approx) 

whence 

128. Classification and Types of Transformers. We are here con¬ 
cerned merely with the piece of apparatus known as the static transformer, 
which is used for converting power represented by a high voltage and small 
current into power at a lower voltage and larger current, or vice versa. 
Such transformers may be classified according to number of phases, 
method of cooling, terminal voltage, or out¬ 
put; but from the point of view of the 
designer, it will be better to consider the use 
to which the transformer—whether single¬ 
phase or polyphase—will be put. This leads 
to the two classes: 

1. Power transformers 

2. Distribution transformers 

Power Transformers. This term^ is here 
used to include all transformers of large size 
as used in central generating stations and 
substations for transforming the voltage at 
each end of a power transmission line. They 
may be designed for maximum efficiency at 
full load, because they are usually arranged in yiq. 151. Core-type trans- 
banks and can be thrown in parallel with former, 
other units or disconnected at will. 

Distribution Transformers. These are of the self-cooling type and are 
almost invariabl}^ oil-immersed. They are continuously in circuit, whether 
or not current is drawn from the secondary windings, and the iron losses 
should be smaller relatively to the full-load copper losses than would be 
neciessary in power transformers. In other words, they must be designed 
for good ‘^all-day^^ efficiency and not for highest efficiency at full load. 

Every transformer consists of a magnetic circuit of laminated iron with 
which the electric circuits (primary and secondary) are linked. A distinc¬ 
tion is usually made between core-type and shell-type transformers. 
Figures 151 and 152 illustrate single-phase transformers of the core and 
shell types, respectively. The former shows a closed laminated circuit 
with the bindings on two of the limbs. Each limb is wound with both 
primary and secondary circuits in order to reduce the magnetic leakage 
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which would otherwise be excessive. The coils may be cylindrical in 
form and placed one inside the other with the necessary insulation between 
them, or the windings may be sandwiched,in which case fiat rectangu¬ 
lar or circular coils, alternately primary and secondary, are stacked one 

above the other with the requisite insulation 
between. 

Figure 152 shows a single set of windings on 
a central .laminated core, which divides after 
passing through the coils and forms what may 
be thought of as a shell of iron around the 
copper. The manner in which the core is 
usually built up in shell-type transformers is 
shown in the two sketches of Fig. 153. Either 
29-gage (0.014 in.) or 2G-gage (0.0185 in.) 
laminations are generally used, the thicker 
Fig. 152. Shell-type trana- plates being permissible when the frequency is 
former. ^ very usual thickness for transformers 

working on 25- and 60-cycle circuits is 0.014 in. The arrangement of the 
stampings is reversed in successive groups of stampings, in order to cover 
the joints and so reduce the magnetizing component of the primary current. 
The stampings are usually stacked in pairs, the joints being covered on each 
side of every group of two stampings. A very thin c.oat of varnish is 


(a) (6) 

Fig. 153. Two methods of assembling stampings (straight pieces) in shell-type 
transformers. 

sometimes used to provide insulation between laminations and reduce 
eddy-current loss, but usually the oxide on the surface of the iron affords 
adequate insulation, the voltage tending to establish circulating currents 
from plate to plate being very small. Alloyed iron or silicon-steel is 
used for the cores of modern transformers. An alloy of nickel and iron 








_ ^ 
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has better magnetic properties than silicon-steel and is used for the coires 
of instrument transformers, but its high costf renders it uneconomjical 
for power or distribution transformers. 

The choice of type—whether core or shell—will not greatly affect the 
efficiency or cost of the transformer. The shell type appears to be well 
adapted for low-voltage transformers of large output, while the core type 
is generally preferable for high-voltage transformers of small output. 

129. The Output Equation—^Volts per Turn of Winding. The volt- 
ampere input of a single-phase transformer is Epip, and, if we substitute 
for Ep its value as given by formula (125), we have 

4 44/ 

Volt-amperes = X ^ X Tpip 

But TpIp = TJs approximately, and, if we put {TI) to represent am¬ 
pere-turns of either primary or secondary windings, we have 

Volt-amperes = X X {TI) (128) 

There is no limit to the number of designs which will satisfy this equa¬ 
tion ; the total flux 4> is roughly a measure of the cross section of the iron 
core, while the quantity {TI) determines the cross section of the windings. 
The problem before the designer is to proportion the parts and dispose 
the material in such a way as to obtain the desired output and specified 
efficiency at the lowest cost. The temperature rise is also a matter of 
importance which must be watched, and light weight is occasionally more 
important than cost. 

If a suitable value for T in formula (128) could be determined or 
assumed, the amount of the flux could be calculated and we would have 
a starting point from which the leading dimensions of a preliminary design 
could be determined. Let Vt = volts per turn (of either primary or 
secondary winding); then 

Y _ E _ El _ volt-ampere output 
^*-f- (TI) (77) 

Also, by formula (125) or (125o), 

„ _ 4.44/4> 

Mxiltiplying both values of Vt we may, therefore, write 
4 44 

Vt^ = ^ X^XEI = volt-amperes 
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whence 

Vt =- . . X \/volt-amperes 

k x/TI/f^ 

An analysis of the terms under the radical in the denominator of the 
above equation shows that, for a given frequency /, the ampere-turns are 
directly proportional to volt-amperes, while the flux is inversely pro¬ 
portional to volt-amperes. This means that the denominator has an 
approximately constant value for an efficient and economical design of a 
given type, without reference to the output. This permits of the formula 
being put in the form 

Vt = - X \/volt-ampere output (129) 

c 

The following numerical values are the usual limits for the coefficient c. 
An average value may be assumed for preliminary designs. 


Core type (distribution). c = 40 to 70 

Core type (power) .c = 30 to 55 

Shell type (distribution). c = 25 to 40 

Shell type (power). c = 20 to 30 


The low values of the coefficient c correspond to low voltages and high 
frequencies. 

130. Usual Limits of Flux Density and Current Density. As a guide 
for use in preliminary designs, usual values of B" (maxwells per square 
inch) are given below: 


APPROXIMATE VALUES OF R" IN TRANSFORMER CORES 



/ = 25 

/ = 50 or 60 

Distribution transformers. 

75,000 to 90,000 

70,000 to 85,000 
80,000 to 95,000 

Power transformers. 

85,000 to 95,000 



Curves giving the total watts per pound of built-up trai^sformer stamp¬ 
ings are given in Fig. 154. 

Current Density in Windings. Even with well-ventilated coils (air- 
blast), or improved methods of producing good oil circulation, the per¬ 
missible current density in the copper windings is limited by local heating. 
If the watts lost per pound of copper exceed a certain amount, there will 
be danger of internal temperatures sufficiently high to cause injury to 
the insulation. As a rough guide in deciding upon suitable values for trial 
dimensions in a preliminary design, the following approximate figures may 
be used: 
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AVERAGE VALUES OF CURRENT DENSITY (A) 


IN COMMERCIAL TRANSFORMERS 

Amp per 

Type of transformer sq in. 

Standard distribution transformers (oil-immersed, self-cooled) ...... 900 to 1,600 

Transformers for use in central generating stations, or substations (oil- 

cooled, or air-blast). 1,500 to 2,100 

Large, carefully designed transformers, oil-insulated, with forced cir¬ 
culation of oil, or with water-cooling coils. 1,800 to 2,600 

Since copper has a resistivity of 1 ohm per cir-mil in. at it will be 
(234.5 + 75)/(234.6 + 60) = 1.05 ohms at 75°C. Also, 1 cu in. of 



Watts per lb 

Fig.^154. Curves for ealcuIatinK core loss in transformers. 

copper, 1 in. long and 1 scj in. in cross section, has an area of (4/jr) X 10* 
cir mils; moreover, the current I and the current density A are numerically 
equal for a cross section of 1 sq in. It follows, therefore, that 


Watts lost per cubic inch of copper 


A- X 1.05 
4/t X 10* 


and since 1 cu in. of copper weighs 0.32 lb 


Watts lost per pound of copper 


0.825A* 
0.32 X 10* 


0.825A* 

10 * 


(130) 


2.57A* 

10 * 


(131) 









346 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 12 

Both Eqs. (130) and (131) may be used to make rapid calculations 
regarding the probable copper loss when selecting a suitable value of A. 

131. Insulation. The solid materials used to insulate transformer 
windings must be mechanically strong, must have high dielectric strength, 
and must not be soluble in oil.* For comparatively low voltages, these 
materials, including cotton tape, empire cloth, micanite, pressboard, horn 
paper, and other special products used to separate the windings from the 
core or framework, should have a total thickness of approximately the 
following values: 



Insulation thickness^ 

Voltage 

mils 

220 

40 

440 

45 

1,000 

55 

2,400 

80 


Modern transformers are nearly all of the oil-immersed type. Mineral 
oil is generally used, its main function (apart from its good insulating 
qualities) being to transfer the heat by conve(*tion from the heated sur¬ 
faces to the outside walls of the containing case, or to the water-cooling 
coils when these are provided. Dry oil will withstand pressures up to 
50,000 volts alternating between metal disks 0.5 in. in diameter with a 
separation of 0.2 in. However, since the presence of an extremely small 
percentage of water reduces the insulating properties of oil considerably 
(about 25 parts of water per million by volume lowers the dielectric 
strength approximately 50 per cent), the National Electrical Manufactur¬ 
ers Association specifies that Transformer oils shall be capable of with¬ 
standing at commercial frequencies, 22,000 volts })etween 1 in. disc- 
terminals spaced 0.10 in. apart.^' The good insulating qualities of oil 
suggest that only small clearances would be required in transformers, even 
for high voltages; but, since the form of the surfaces separated by the layer 
of oil will have a considerable effect upon the concentration of the dielectric 
flux density, and, therefore, upon the voltage gradient, it is generally 
necessary to apply a reasonable factor of safety to the values previously 
given. For example, if 100,000 volts breaks down a layer of oil between 
two parallel flat electrodes 4 in. in diameter with a separation of 1 in., the 
same pressure will spark across a distance of about 3.5 in. between a disk 
and a needle point. 

Partitions of solid insulation, such as pressboard or fuller board, are 
always advisable in the spaces occupied by the oil, since they will prevent 
the lining up of particles consisting of partly conducting impurities along 

♦ Miner, D. F., Insulation of Electrical Apparatus,'' pp. 207-246, McGraw-Hill 
Book Company, Inc., 1941. 
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the lines of force and so reduce the total clearance which would otherwise 
be necessary. 

With one or more partitions of solid insulating material to keep the 
width of any one oil duct between the limits of and in.y a practical 
formula for determining the total insulation space (including oil) between 
the high-voltage windings and the low-voltage windings or laminated 
core is 

Insulation thickness (inches) = 0.2 -f- 0.035 kv (132) 

where kv stands for the rms value of the kilovolts that may exist between 
the windings or between windings and grounded metal. With carefully 
designed insulation the total thickness may be somewhat less than that 
given by formula (132) for extra-high-voltage transformers. 

With coils that are rectangular in shape, or when there are corners or 
projections on one or both metallic surfaces separated by the insulation, 
the depth of insulation should be increased by about 25 per cent because 
the higher flux concentrations lead to higher voltage gradients. 

For oil-immersed insulation, a practical rule for determining the creep- 
age distance, in inches, is 

Surface distance (under oil) = 0.25 + 0.07 kv (133) 

where kv, as before, is in operating pressure in kilovolts. 

' Concerning high-voltage transformers, i c., 6,900 volts and higher, it is 
especially important that the end turns he insulated against the possibility 
of breakdown due to surges. Suggested recommendations are that 
2.5 per cent of the windings at the end be given special insulation treat¬ 
ment up to 10,000 volts, and that 3^2 <^'cnt be added for each increase 
of 10,000 volts, up to a total of about 15 per cent for 220,000-volt 
transformers. 

In concluding this article on insulation design, it may be well to point 
out that it is very much more difficult to predetermine the behavior of 
high-voltage insulation from design data than the performance of an 
electromagnetic device or a rheostat under specified conditions. Usually, 
much experimental w ork has to be done, and modifications must be made 
in preliminary designs before the best and most economical insulation is 
obtained for any new type or size of high-voltage apparatus. The voltage 
gradient where the stress is greatest is not easy to determine except for a 
few simple shapes of electrodes, and, even when we are able to calculate 
this, there is no definite value for the “disruptive gradient'’ of solid 
insulation. The breakdown voltage or disruptive gradient is really a 
function of the temperature. Heating is caused by the application of the 
electrostatic stress (whether a-c or d-c) and, even, with high enough 
pressures to puncture the insulation, a certain time lag occurs between the 
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application of the voltage and the breakdown of the dielectric. The 
reason why the volts per mil of thickness which will puncture a sheet of 
any given insulating material are less for thick sheets than for thin sheets is 
that, with the thinner sheets, much of the heat is conducted away to the 
metal; but, with the thicker insulation, the heat is not so easily dissipated 
and the voltage gradient which will cause puncture is, therefore, lowered. 
The economical design of insulation for use on high-pressure systems is 
thus seen to be a matter involving the careful investigation of many special 
problems, backed by a large amount of experimental data. 

132. Space Factors. The copper space factor is the ratio between 
the cross section of copper in a given space and the total cross section 

including the insulation and air or oil 
spaces. If we can estimate a space 
factor before going into the details of 
insulation, this will enable us to deter¬ 
mine the probable dimensions of the 
^Svindow^’ which must accommodate 
the windings and insulation. The 
amount of insulation and clearance 
space between high-tension windings 
and grounded core, or between the 
primary and secondary coils, will 
depend upon the voltage. The copper 
space factor will depend upon the 
voltage of both the primary and secondary windings and also upon the 
size, or output, of the transformer. The formula 



Fig. 155. Assembled stampings of 
single-phase shell-type transformer. 




10 

30 + kv 


(134) 


in which kv stands for the kilovolts at the high-tension terminals, will 
give approximate values of the winding space factor for transformers 
between 50- and 200-kva output. This factor will be larger for large 
transformers and smaller for small transformers. It might have to be 
20 per cent larger than that calculated by formula (134) for transformers 
of 1,000 kva or more, and 20 per cent smaller for transformers having 
ratings up to about kva output. 

133. Usual Proportions of Built-up Cores. Figure 155 shows the 
assembled iron stampings of a single-phase shell-type transformer. The 
area of the window opening for the two sets of coils is 


HXD = 


^TIl 

AXsf 



Art. 133 ALTERNATING-CURRENT TRANSFORMERS 349 

and the height of the opening H is usually from 2)4 to 33^ times the width 
D, For the assembled core the usual proportidns are 

aS = 2 to 3 times L 
M = 0.5 to 0.75 times L 


The reason why M is frequently made greater than %L is that the length 
per turn of the winding may be kept small by forcing the flux density to 
fairly high values in the core inside the coils, while permitting a lower flux 
density (to avoid too great a loss in the iron) in the portion of the magnetic 
circuit outside the coils. Figure 156 shows the assembled iron stampings 





Cruciform core for circular 
coils 


Rectangular core 


Fig. 156. AsHoiiiblod stampings of single-phase core-type transformer. 


of a single-phase core-type transformer. The dimensions for the window 
are determined by making the ratio H/D = 2.5 to 3.5. If circular coils are 
used (which is customary in high-voltage distribution and large power 
transformers of this type), the cruciform section of core limb, as illustrated 
in Fig. 156, is preferable to a square se(‘tion, because it allows a greater 
cross section or iron within the coil. The relations between the dimen¬ 
sions C, Wy and L to give the largest core cross sejc*tion for a constant diam¬ 
eter C (where the cruciform has one notch, t.e., one step), as measured 
across corners, may be obtained as follows. The gross area of cross sec¬ 
tion is 2WL — W^. If we difTerentiate and put the result equal to zero, 
we have. 


Also, TT* + L® = C®, from which we can obtain a value for dL/dW to 
substitute in Eq. (a). Thus, 


2WdW + 2LdL = 0 



350 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 12 
whence 

dW L 

Substituting in Eq. (a) and solving for W in terms of L or (7, we get 
W = 0.618L and W - 0.525C 
Also, the value of L in terms of C is 

L = 0.85C 

If it is more convenient to lay out the cruciform in terms of a and ft 
Fig. 157a, these are 

a = tan"^ = tan”^ = 31.7° and /? = tan""^ K ~ 58.3° 

0.85 0.525 

For large transformers requiring comparatively large core areas it is 
generally more economical to design the cruciform sections with two, 



(a)a«31.7* /7«58.3" (6)a=25.7** (c)a-21.9* ^-38.3® 

r=^64.3® r=53.5® 6 = 68.r 

Fio. 157. One-, two-, and threo-stcp cruciform sections, showing the important 
angular dimensions for their construction. 

three, or more notches, z.c., steps. Derived equations, similar to those 
given for the one-notch cruciform, indicate that for maximum cross sec¬ 
tions, the various angles a, 7, and 5 are as shown on the sketches of 
Figs. 1576 and c. 

It is important to remember that the net cross section of the core 
is obtained by multiplying the gross cross section by the stacking factor 
which usually lies between 0.86 and 0.9 if there are no air or oil ducts 
between sections of the core. In large transformers it is usual to provide 
such ducts from 3^ to 3^ in. wide to avoid excessive temperatures in the 
core, and the necessary correction must then be made in calculating the 
net cross section. 

In small transformers of the core type, the cruciform core section would 
be too costly, and it is generally preferable to use a rectangular section, 
in which case a good proportion is S = 1.5L. If H is made equal to 
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about 2.52), this will be found to be a good proportion for the opening in 
this type of transformer for small outputs when 'Wound for the usual volt¬ 
ages of lighting circuits. The dimension M is from 1 to 1.5 times L. 

134. Arrangement of Coils—^Leakage Reactance. The^arrangement 
of the coils in the space 22 X 2) will have a considerable influence upon 
the amount of the leakage flux and, therefore, upon the IX drop and 
voltage regulation. (The manner in which the IX drop may be calcu¬ 
lated is explained in Art. 137.) For small shell-type transformers (up to 
15 or 20 kva) the arrangement of Fig. 158 is satisfactory. This shows 



Extra insulation 
to provide 
sufficient surface 
leakage distance 
between h.t 
and Ut coils 


Fkl 158. Cross section through small shell-type transformer (solid insulation between 
windings). 


the high-tension winding between two low-tension coils, which provides 
what is known as two high-low sections^ because there are two gaps^ 
between primary and secondary windings which will be paths for leakage-' 
flux lines. The greater the number of high-low sections, the smaller will he \ 
the reactive voltage drop, not because there are more paths for the leakage j 
flux, but because there are fewer ampere-turns setting up flux in these paths. 
It will be observed that the high-voltage coil is divided into several sec¬ 
tions (in this instance, four). This is done to reduce the difference of 
potential which would otherwise exist between the layers of the winding. 
The volts per coil, even in high-voltage transformers, rarely exceed 5,000. 

Many designers prefer the arrangement of coils shown diagrammati- 
cally in Fig. 163, for both large and small shell-type transformers. This 
consists of two groups of high-voltage coils sandwiched’’ between three 
groups of low-voltage coils, the center group having twice the number of 
turns of either of the two outside groups. The mean length per turn of 
all the coils is the same, and the arrangement provides four equal high- 
low sections. 
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Core-type transformers may have the coils arranged as in Fig. 159a, 
providing a total of four high-low sections, or as in Fig. 1596, providing 
a total of two high-low sections. The reactive voltage drop will be less 
with the arrangement as at (a), but it is not usually excessive with the 
simpler arrangement as at (6), in which less space is taken up by the 
insulation. The high-voltage winding will usually consist of two or more 
coils stacked one above the other, as shown in Fig. 158. 

136. Calculation of Exciting Current. When calculating the magnet¬ 
izing current for an induction motor (refer to Art. 112), the reluctance of 


(a) , ( 6 ) 



Fig. 159. Altornativo arrangement of windings in core-type transformer. 

the iron was estimated, being small in comparison with that of the air gap; 
but in a transformer, with its closed iron circuit, the reluctance of the 
iron is the important factor. 

The exciting current may be thought of as consisting of two com¬ 
ponents: (1) the magnetizing component lo in phase with the magnetic 
flux, and (2) the energy'' component Iw leading /«by one-quarter period, 
and, therefore, opposite in phase to the induced emf. 

The magnitude of the /«, component depends on the amount of the 
iron losses only, because the very small copper losses may be neglected. 

If these components could be considered sine waves, the vector con¬ 
struction of Fig. 160 would give correctly the magnitude and phase of 
the total exciting current /c. For values of flux density above the knee 
of the B-H curve, the instantaneous values of the magnetizing current 
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are no longer proportional to the flux, and this component of the total 
exciting current cannot, therefore, be regarded^ as a sine wave, even if 
the flux variations are sinusoidal. The error introduced by using the 
construction of Fig. 160 is, however, usually negligible, because the 
exciting current is a very small fraction of the total primary current. 

The notes on Fig. 160 are self-explanatory, but reference should be 
made to Fig. 161, from which the ampere-turns per inch of the iron core 
may be read for any value of the (maximum) flux density; in practice, 
it is generally customary, and more accurate, to refer to the magneti¬ 
zation curves provided by the manufacturer of the steel used in the con¬ 
struction of the transformer. The flux density is given in maxwells per 



Fin, 100. Vector diaf^ram showing components of exciting current. 


square inch equal to the number read from the curve multiplied by the 
mean length of path of the flux which links with both primary and 
secondary coils. 

Avi'pcrc-turns for Joints. The joints in the magnetic circuit may be 
thought of as consisting of very short air paths in parallel with iron paths, 
as indicated by the sketch (Fig. 162). This accounts for the shape of 
the curves of Fig. 162 which give the approximate ampere-turns for one 
joint. The total additional ampere-turns required to overcome the reluc¬ 
tance of the joints are obtained by multiplying the figure read off the 
curve by the number of joints in series in the magnetic circuit. The 
(luantity B" is the maximum value of the flux density in the iron of 
the core on each side of the joint. 

136. Magnetic Leakage in Transformers—^Voltage Regulation. 

Assuming the voltage applied to the terminals of a transformer to remain 
constant, it follows that the flux linkages necessary to produce the 
required back emf can readily be calculated. The (vectorial) difference 
between the applied volts and the induced volts must always be exactly 
equal to the ohmic drop of pressure in the primary winding. Thus, the 
total primary flux linkages (which may include leakage lines) must be 
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such as to induce a back emf very nearly equal to the applied emf—the 
primary IR drop being comparatively small. 

When the secondary is open-circuited, practically all the flux linking 
with the primary turns links also with the secondary turns; but when the 



Ampere-turns per inch (lower curve) 

Fig. 161. Magnetization curves for transformer iron. 


transformer is loaded, the mmf due to the current in the secondary wind¬ 
ing has a tendency to modify the flux distribution, the action being as 
follows: 

The mmf due to a current I, flowing in the secondary coils would have 
an immediate effect on the flux in the iron core if it were not for the fact 
that the slightest tendency to change the number of flux lines through 
the primary coils instantly causes the primary current to rise to a value 





Art. 137 ALTERNATING-CURRENT TRANSFORMERS 355 

Ip, SO that the resultant ampere-tums (the vector difference between IpTp 
and I,r,) will produce the exact amount of flux,required to develop the 
necessary back emf in the primary winding. Thus, the total amount of 
flux linldng with the primary turns will not change appreciably when 
current is drawn from the secondary terminals; but the secondary mmf— 
together with an exactly equal but opposite primary magnetizing effect— 
will cause some of the flux which previously passed through the secondary 
core to ‘‘spill over” and avoid some, or all, of the secondary turns. This 
reduces the secondary volts by an amount exceeding what can be 
accounted for by the ohmic resistance of the windings. 


Ampere turns for one joint (curve A ) 
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Ampere turns for one joint (curve B) 

Fig. 162. Ampere turns of excitation for joints in transformer cores. 


In order to predetermine the probable reactive voltage drop caused by 
magnetic leakage, the amount of the leakage flux must be calculated. 
What we actually desire to know is the amount of an equivalent flux 
which may be thought of as linking with all the primary turns while 
failing to link with any of the secondary turns. An alternative method 
of determining the effect of leakage flux on the voltage is to consider each 
small element of leakage flux as linking or not linking with a particular 
number of turns of the primary and secondary windings, and then add¬ 
ing together all these small elements of the total IX drop. The manner 
in which this may be done is explained in the following article. 

137. Calculation of Reactive Voltage Drop. The windings on any 
transformer, because of their symmetrical arrangement, can usually be 
divided into a number of eqxial high-low sections; that is to say, a num¬ 
ber of sections each consisting of a high- and a low-tension coil, or a 
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portion of a high- and a portion of a low-tension coil, with a space between 
them occupied by the insulation—whether oil, air, or solid material. 
These unit high-low sections are indicated in Fig. 163, which refers to a 
shell-type transformer with two groups of high-voltage and four groups 
of low-voltage coils (two of these being put together at the center). This 



Fig. 163. Section through coils of shell-type transformer. 


provides a total of four similar high-low sections in which the ampere- 
turns are all of the same amount, so that it is merely necessary to calcu¬ 
late the voltage drop in one such unit se(*tion and then multiply the result 
by 4 in order to obtain the total IX drop due to leakage flux. 

The broken line at the bottom of Fig. 163 indicates the distribution of 
leakage-flux density through the coils and in the spaces between the coils. 

The effect of all leakage lines in the gap between coils is to produce a 
back emf in the primary without affecting the voltage induced in the 
secondary by the main component of the total flux (represented by the 
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full line linking with all the primary and secondary coils). Of the other 
leakage lines, B links with only a portion of the^ primary turns and has 
no effect upon the primary turns which it does not link with; while A 
links not only with all the primary turns, but also with a certain number 
of secondary turns. Note that if the line A were to coincide with the 
dotted center line MN, marking the limit of the unit section under con¬ 
sideration, it would have no effect upon the transformer regulation, 
because flux which links equally with primary and secondary is not leak¬ 
age flux. Actually, the line A links with all the primary turns of the 
half coil in the section under consideration, but with only a portion of the 
secondary turns in the same section. Its effect is, therefore, exactly as if 



Fio. 164. Representing one high-low section of transformer winding. 

it linked with only a fractional part of the primary. The mathematical 
development which follows is based on these considerations. 

Figure 1G4 is an enlarged view of the unit section of Fig. 1G3, the length 
of which— measured perpendicularly to the cross section—is I cm. All 
the leakage is supposed to be along parallel lines perpendicular to the 
surface of the iron core above and below the coils. It is desired to calcu¬ 
late the reactive voltage drop in a section of winding of length I cm, 
depth h cm, and total width (s + + p) cm, 

where p and s = thickness of primary and secondary parts, respectively, 
of one unit high-low section (in Fig. 164 these symbols 
stand for half the thickness of a coil) 
g = the space between primary and secondary coils 
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The dimension h should be taken to include the insulation, Jbeing the 
height of the opening from iron to iron, as indicated in Fig. 163. 

The voltage drop caused by the leakage flux in the spaces p, and s 
will be calculated separately and the results added together to obtain the 
total reactive voltage drop. 

The volts induced by an alternating flux of ^ maxwells linking with 
T turns of wire are given by formula (125) on page 340 which may be 
put into the form 

IX = 4.44/^r X 10-8 (a) 

but 

= mmf X permeance 
= OAW X P 

= 0.47r T(V2I)P (b) 

Substituting formula (6) in formula (a) 


IX 


= (r/)P X T 


7.88/ 

10 « 


10 * 

(T/)P X T 


Putting 7.88//108 = m, the general formula for reactive drop becomes 

IX = m{TI)P X T (c) 

The symbols and T 2 will be used to denote the number of turns in the 
primary and secondary windings, respectively, of a unit high-low section. 
The meaning of the variables x and y is indicated in Fig. 164. 

For the section g we have 

(IX), = m(r,7.) ^ X 7’, (d) 

In the section p, the mmf producing the element of flux in the space of 
width dx is due to the current Ii in {x/p)Ti turns, and, since this element 
of flux links with only {x/p)T\ turns, we have 



In the section s, the mmf producing the small element of flux in the 
space of width dy is due to the current /, in {y/8)Tt turns, and, since this 
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may be considered as failing to link with (y/a)Ti turns, we may write 


d{IX), = m 
(IX), = m 


(TJ.)Trl 


8 % 




= m(Ti^h) X 


h 

3h 


/: 


y^dy 


if) 


in which the secondary quantities T 2 and /, have been eliminated by 
putting {TJi) in place of {T 2 l»). 

The final expression for the inductive voltage drop in the unit section 
considered is obtained by adding the quantities in formulas (d), (e), and 
(/). Thus 



wherein the dimensions are in centimeters. 

If n stands for the number of high-low sections, the total IX drop is 
n{IiXi)j and the percentage IX drop is (nliXi/Ep) X 100. Thus 


. /7.88A ( , p + A 2.54 X 100 

+ - (A) 


wherein all dimensions are in inches. 
But 


Also 


so that 


nTih = T.I. 

nTi _ ^ 

T. E. 

Il =J1 

E, nE, 


(i) 


U) 


Substituting the values of formulas (i) and (j) in formula (h) 

(IX) percent - (^)(p + t+i) ( 2.54 X 100) 


Hence 


A 2fT.^U ( , p + s\ 

(IX) per cent - 10- 1 


(135) 


Note particularly, in formula (135), that the leakage reactance drop is 
inversely proportional to the number of high-low sections n; this obviously 



360 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 12 

means that the greater the degree of subdivision and interlinking, the 
more closely the individual sections, the high-low sections, of the primary 
and secondary windings are linked together. 

The reluctance of the leakage-flux paths for the parts of the winding 
which are outside the iron is not easily calculated, but if the length I in 
formula (135) is taken equal to the mean length per turn of the windings— 
expressed in the same units as h— the formula will yield results which will 
usually check up fairly closely with test measurements made on the com¬ 
pleted transformer. 

138. Transformer Vector Diagram Showing Effects of Leakage Flux. 

The sketch of a transformer in Fig. 105 shows primary and secondary 



Fig. 165. Vector dijigrani of transform(*r witli niaKrictizing (*on»})onei)t of primary 
current omitted. 

windings on separate limbs of the core, which would be unsatisfactory in 
pracitice on account of the excessive amount of the leakage flux. The 
sketch is intended merely to show, in the simplest manner, the relation 
between the flux components and to facilitate the explanation of the 
vector diagram. There are flux lines linking with the primary, lines 
linking with the secondary, and the leakage flux is Obviously, the 
vectorial sum of and must be equal to We shall neglect the 
magnetizing component of the primary current—a very usual and per¬ 
missible assumption- and construct the vector diagram for a 1 to 1 ratio 
transformer, assuming that the flux components, or their relative mag¬ 
nitudes, are known.* 

* If the actual ratio is not 1 to 1, the correction in reading the diagram is easily 
made when the transformation ratio is known. 
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Draw OEs and 0/, to represent the (known) secondary terminal volt¬ 
age and current with the angle d between them corresponding to a load 
power factor of cos 6. The other vectors are drawn in the following order: 

EgEg parallel to 07, and of the proper length to represent the ohmic 
drop of 7,72, volts in the secondary windings 
07/', the emf which must be induced in the secondary windings 
0^«, drawn 90° in advance of 7/^, is the flux whi(*h links with the 
secondary windings 

01 pf equal and opposite to 7„ is the primary current 
0 ^ 1 , in phase with 7p, is the leakage flux 

O^py the resultant obtained by the vectorial addition of and 
is the flux which links with the primary windings 
07/p, drawn 90° in advance of is the component of the impressed 
primary emf necessary to balance the emf induced in the primary 
windings by the flux ^p 

EpEp, parallel to Ip and of the proper length to represent the ohmic 
drop of IpRp volts in the primarj'' windings 
OEpy the voltage which must be impressed at primary terminals to 
produce the secondary conditions which have been assumed 

139. Formulas for Voltage Regulation. The vector diagram (Fig. 165) 
may be greatly simplified for the purpose of determining the voltage 
regulation by omitting the vectors representing magnetic flux, and by 
substituting for the actual secondary resistance an equivalent secondary 
resistance (refer to Art. 117, where the equivalent resistance of the rotor 
of an induction motor w^as discussed) which may be added to the pri¬ 
mary resistance and so permit the diagram to be draw n to represent con¬ 
ditions in the primary circuit only. Thus, if K stands for the total 
equivalent primary resistance, we may write 

= i,R, + 0 )^ 

but 

therefore 

R = Up + Ji, (136) 

The simplified vector diagram for the condition of lagging power factor 
is shown in Fig. 1G6, wdierein K is the quantity of formula (136) and 
(IiX) is the total reactive voltage drop which is equal to the quantity of 
formula (g) on page 359 multiplied by the number of high-low sections. 
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From an inspection of Fig. 166 it is seen that 

^ (IiR) + El cos d 


where cos 6 is the power factor of the external load, and cos is the power 

factor on the primary side of the 
^ transformer. The angle <l> can be 

1 • T, h calculated from the expression 


0 




tan <t> = 


(hX) + El sin e 
(IiR) + El cos 6 


Fig. 166. Simplified vector diagram The percentage regulation is 100 X 
for calculating transformer regulation. _ Ei)/Ei] and, if the ohmic 

drop of pressure is expressed as a percentage of the lower pressure Ei, 
we may write 

„ , , ,. per cent equivalent IR drop + 100 (cos 6 — cos 0) 

Per cent regulation = - -— - --^- 

® cos 0 

(137) 


A more convenient formula, as used by pracli(‘al designers, which is 
very nearly as accurate as formula (137), is 

Per cent regulation = (per cent IR) cos 6 + (per cent IX) sin 6 

(per cent IX cos 6 — per cent IR sin 6)^ nQQ\* 
+ (138) 


For unity power factor this becomes 
Per cent regulation on unity power fa<*tor = per cent IR + 


(per cent IX)^ 


The last term in formula (138) is usually so small as to be negligible, 
in which case we have 

Per cent regulation (approx) 

= (per cent IR) cos B + (per cent IX) sin B (140) 

If the transformer is connected to a load having a leading power factor 
the + sign in this formula must be changed to a — sign. 

140. Efficiency. The output of a single-phase transformer in watts 
is IF = Eala cos B; and if w = total losses (iron + copper), we may write 


Efficiency = 1 — 


W + w 


* Proof of formula (138) is given in books dealing with the principles of a-c machines. 
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whence the total losses are 
w = 


1 - efficiency „ 
efficiency 


(142) 


If ij stands for the efficiency of a transformer on a particular load of unity 
power factor, the efficiency on the same load but of power factor cos 9 is 


. cos 6 

In order to furnish complete information concerning the losses in a 
given transformer, the iron and copper losses must be stated separately, 
or the efficiency must be known for more than one condition of loading. 

Let W = full-load output, watts 
a = efficiency at full load 
X = full-load copper loss, watts 
y = core loss, watts 
w = total loss at full load 
Then 

w = (z + y) = W' (144) 

Let b == efficiency when the output is n times full-load output 
nW = output, watts 
n^x = copper loss, watts 
Wn = total loss when the load is nW 


Whence, 


Wn = (n^Jr + ij) 



(145) 


Subtracting formula (145) from (144), we get 

w — Wn = X — n^x 


whence, 

Full-load copper loss = x = ~ ^ (146) 

All-day Efficiency, This may be defined as 

_ Secondary output in watt-hours _ 

Secondary watt-hours + watt-hours iron loss + watt-hours copper loss 


the power output and losses being calculated for a period of 24 hr. The 
assumption commonly made in the case of distribution transformers is 
that the actual all-day loading is equivalent to 4-hr full load and 20-hr 
no load. 
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Usual Transformer Efficiencies and Regulations, A-c transformers are 
extremely efficient. Moreover, they incur extremely small voltage-drop 
change with changes in load; this means, of course, that the per cent 
regulation, formula (138), is generally low. The following tables indi- 


PERFORMANCE DATA FOR 60-OYCLE SINGLE-PHASE DISTRIBUTION 
TRANSFORMERS, 2,400 OR 4,800 VOLTS TO 120/240 OR 240/480 VOLTS 


Kva 

Loss, watts, at 75°C 

Per cent efficiency 

Per cent regulation 

Core 

Copper 

Full load 

yi full load 

o 

tt 

PF = 0.8 

IH 

20 

48 

95 8 

94.2 

3.2 

4.48 

3 

27 

71 

96.8 

96.0 

2 4 

3.36 

5 

37 

104 

97.2 

96.6 

2.2 

3.08 


50 

142 

97.5 

96.9 

2.0 

2.80 

10 

59 

183 

97.6 

97.2 

1.9 

•2.66 

15 

80 

253 

97 8 

97.5 

1.8 

2.52 

25 

120 

376 

98.0 

97.7 

1.6 

2.25 


155 

495 

98.3 

! 98.0 

1.4 

1.96 

50 

190 

605 

98.4 

98.1 

* 1.3 

1 1.82 

75 

290 

905 

98.4 

98.1 

1.3 

1.82 

100 

380 

1,175 

98.5 

98.2 

1.3 

1.82 

150 

575 

1,670 

98 5 

98 2 

1.3 

1.82 

200 

820 

2,050 

98.6 

98.1 

1.2 

1.70 


PERFORMANCE DATA FOR 25-CYCLJO SINCMO-PHASE DISTRIBUTION 
TRANSFORMERS, 2,400 OR 4,800 VOLTS TO 120/240 OR 240/480 VOLTS 


Kva 

Loss, watts, at 75°C 

Per cent efficiency 

Per cent regulation 

Core 

Copper 

Full load 

1 

Ki full load 

PF - 1.0 

PF * 0.8 

VA 

25 

61 

94.5 

92.8 

4.1 

5.74 

3 

38 

91 

95 8 

94.4 

3.1 

5.34 

5 

51 

155 

96.0 

95 3 

3.1 

5.34 

m 

80 

184 

96.6 

95 3 

2.5 

3.50 

10 

101 

235 

96 7 

95.6 

2.4 

3.36 

15 

125 

330 

97.0 

96.2 

2.2 

3.08 

25 

180 

505 

97.3 

96.7 

2.1 

2.94 

37>^ 

230 

750 

97.4 

97.1 

2.1 

2.94 

50 

280 

1,055 

97.5 

97.3 

2.1 

2.94 

75 

410 

1,430 

97.6 

97.4 

2.1 

2.94 

100 

460 

1,910 

97.7 

97.7 

2.0 

2 80 

150 

1,225 

1,325 

97.7 

97.7 

1.9 

2.66 

200 

1,460 

1,790 

97.7 

97.7 

1.8 

2.52 




». - .. 
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cate what efficiencies and regulations may be expected of well-designed 
transformers at the present time. ' 

Comparing the data for the 60-cycle and 25-cycle transformers it is 
well to note that the efficiencies and regulations are better for the higher- 
frequency units. 

With an increase in voltage, the efficiencies are usually not quite so 
good. Thus, if the high-tension coils are wound for 13,200 volts, the 
total losses will be about 10 to 15 per cent greater, with the core loss 
about 25 to 40 per cent of the total losses. 

141. Temperature Rise of Oil-immersed Transformers. When a 
transformer of small output is immersed in an insulating oil, the natural 
cir(*ulation of this oil, as it rises from the heated surface of core and 
windings and then flows downward near the sides of the iron-containing 
tank, carries the heat to where the cooling effect of the air surrounding 
the tank will keep the temperature rise within the required limits. The 
permissible temperature rise of the oil, being the difference in temperature 
between the hottest part of the oil and the air outside the tank, is usually 
about 50°C. The cooling coefficient for transformer tanks with smooth 
(not corrugated) surfaces is about c = 0.0041 for a 30°C rise in temper¬ 
ature, c = 0.005 for a 40®C rise, and c = 0.0057 for a 50°C rise, this 
coefficient being, as before, the watts per square inch per degree centi¬ 
grade rise of temperature, defined as 

W 

The surface to be considered in applying this cooling coefficient is the 
total area of the (vertical) sides plus one-half the area of the lid, unless 
the oil is in contact with the lid, in which case the whole area of the lid 
should be taken. The cooling effect of the bottom of the containing tank 
is small and this area is not included in the cooling surface S. 

Example, Suppose the tank of a self-cooling transformer measures 
2 by 2 by 33^^ ft high, the surface for use in temperature rise calculations is 
S = (3.5 X 8) + 2 = 30 sq ft. Then, if the temperature rise of the oil 
is not to exceed 40°C, the maximum permissible loss in the transformer is 
W = 0.005 X 40 X 30 X 144 = 864 watts. If the actual losses are 
greater than this, a larger tank must be provided, or the tank must be 
constructed with sides of corrugated sheet iron. When the losses are 
greater than a tank of reasonable dimensions with corrugated sides will 
get rid of, an arrangement of pipes or radiators may be attached to the 
tank to increase the cooling surface in contact with the heated oil, but, 
where there is no objection to cooling by water circulation, this method is 
more effectual in carrying off the heat losses. 



366 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 12 

Figure 167 shows a small size of distribution transformer in welded 
sheet-iron case, and Fig. 168 shows details of the insulating bushings 
through which the leads enter the transformer case. 

The standard specifications for distribution transformers call for a tem¬ 
perature rise at the continuous rated kilovolt-ampere output not exceed¬ 
ing 55®C as determined by the resistance method. 



Section A-B 


Fig. 167. Small core-type transformer in welded sheet-iron tank. 

142. Effect of Corrugations in Vertical Sides of Containing Tank. The 

use of corrugated sheet-iron tanks in place of tanks with smooth sides 
for oil-insulated transformers or other apparatus will not lead to a reduc¬ 
tion of temperature proportional to the increase of tank surface. The 
watts dissipated per square inch of surface when the tank is provided 
with corrugated sides will always be less than when the tank has smooth 
sides. 
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It is practically impossible to develop formulas which will take account 
of all factors involved, and recourse must therefore be had to empirical 
formulas based on test data. If X is the pitch of the corrugations, meas¬ 
ured on the outside of the tank, and I is the surface width of the tank 
sides per pitch (see the sketch in Fig. 169), the ratio of the actual tank 
surface to the surface of a tank without corrugations is Z/X. It is con- 


Brass sealing cap 



Section through sealed 
outlet bushing 
for 24CX) volt leads 


Sanded surface 
Cl supporting ring 

gasket 


Porcelain bushing 
suitable for working 
voltages between 
13,000 and 22.000 


Lid of'^ 
transformer tank 


Porcelain bushing 


High tension lead 


Fig. 168. Porcelain bushings for transformer leads. 


venient to think of the surface of an equivalent smooth tank which will 
give the same temperature rise of the oil as will be obtained with the 
actual tank. If we apply a correction to the actual pitch X and obtain 
an equivalent pitch X«, the ratio k = \J\ is a factor by which the tank 
surface (without corrugations) must be multiplied in order to obtain the 
equivalent or effective surface. A. Still proposes the formula 




( 147 ) 
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wherein the additional surface provided by the corrugations is reduced in 
the ratio 2X/(Z + X) which becomes unity when Z = X. It follows that 


‘-X-' + TTT 

or, if X/Z = n, 

<>«> 


Numerical Example, What would have been the permissible power 
loss in the transformer if, instead of the smooth-side tank of the preced¬ 
ing example. Art. 141, a tank of the same internal dimensions had been 
provided, with corrugations 2 in. deep, spaced 13 ^ in. between centers? 

The approximate value of Z is 1.5 + 4 == 
5.5 whence n = 1.5/5.5 = 0.273; and, 
by formula (149), k =-I + 2(0.727/1.273) 
= 2.14. The equivalent tank surface is 
S = (3.5 X 8 X 2.14) + 2 = 60 sq ft, 
which is just double that of the tank 
with smooth sides capable of dissipating 
864 watts with a temperature rise of 40°C. 
It follows that the tank with corrugated 
sides would be suitable for a transformer 
having total losses amounting to 1,728 
watts. 

143. Cooling Oil in Transformer Tanks by Water Circulation. Trans¬ 
former units of large size are effectually cooled by providing them with 
pipe coils through which cold water is circulated.* The cooling coils 
should be constructed preferably of seamless copper tube placed in the 
top of the tank just below the surface of the oil. The water passing 
through the tubes carries away the heat at the rate of 1,000 watts for 
every gal flowing per minute when the difference of temperature 
between ingoing and outgoing water is 1®C. Allowing for a temperature 
rise of the water of 15®C, the amount of water required will be >4 gal 
per min per kw, which is a usual allowance. The rate of heat transfer 
from the oil to the water through the sides of the thin metal tube will 
depend upon the area of tube in contact with the oil and also upon the 
surface condition. The temperature rise of the oil above the tempera¬ 
ture of the outside air will obviously be considerably greater than the 
temperature rise of the circulating water, but it is difficult to calculate 
this accurately because the rate of heat transfer from oil to water may be 

* Meador, J. R., Temperature Rise of Water-cooled Transformers, Tram. AIEEj 
vol. 65, pp. 18-21, January, 1946. 



Fio. 1G9. Tank corruj?ation di¬ 
mensions. 
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from 2 to 2)4 times as great when the pipes are new as after they have 
become coated with scale. An allowance of 1 sq in. of coil surface! per 
watt is customary and is generally sufficient, but it may be necessary to 
clean the pipes out occasionally with acid to avoid the danger of high oil 
temperatures. 

Example, Given a transformer in which the total losses are 6 kw, but 
of which it is estimated that 2 kw are radiated from the tank surface, we 
shall calculate the necessary coil surface and quantity of cooling water. 

On the basis of 1 watt per sq in., the total coil surface must be 
6,000 ~ 2,000 = 4,000 sq in. Assuming a tube diameter of 13-^ in., the 
total length of tube in the coil must be 


4,000 

12 X 1.25 X TT 


85 ft 


The quantity of water required will be approximately 0.25 X 4 = 
1 gal per min. 

144. Hottest-spot Temperature of Transformer Coil. Another aspect 
of the general problem of heat transfer and temperature rise in trans¬ 
formers concerns the hottest-spot temperature of the copper windings; 
this was discussed in Art. 66, to which the student is referred before pro¬ 
ceeding with the example to follow. Practice has indi(iated that hot spots 
may be avoided and that reasonably good temperature uniformity may 
be attained by subdividing the windings so that individual coils do not 
have thicknesses greater than 1 in.; also, in the case of the larger sizes, 
it is usually necessary to provide ducts for the free passage of the circu¬ 
lat ing o il. 

Example, Calculate the hottest-spot temperature of a transformer 
coil of which particulars follow, given that the outside surface is main¬ 
tained at a temperature of 75®C. 

Size of wire, square 0.25 X 0.25 in., insulated with cotton 0.01 in. thick 
Insulation between layers, 0.008 in. fuller board 
Number of turns per layer = 7 
Number of layers == 12 

Current density in copper, A = 1,400 amp per sq in. 

As defined in Art. 66, the thickness per inch along the layers of the 
winding a = 0.25/(0.25 + 0.02) = 0.926. The thickness of the copper 
per inch measured across the layers of the winding 6 = 0.25/(0.25 + 
0.02 + 0.008) = 0.9. The space factor is, therefore, a X 6 = 0.926 X 
0.9 - 0.833. 

Using formula (61), page 164, and assuming that the thermal con¬ 
ductivity of the insulation ki = 0.0035, the value of ka = fc</(l — a) = 
0.0035/0.074 = 0.047, and thatof = A</(1 - 6) = 0.0035/0.1 = 0.035. 
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Also, the coil dimensions (see Fig. 75) are i = 7 X 0.27 = 1.89 in., and 
w; = 12 X 0.278 = 3.34 in. 

Instead of calculating the total watts lost in the coil as required for 
formula (59), it will be desirable to rewrite this formula in terms of the 
current density A in the copper. If (n X lO"*) be the resistance of copper 
in ohms per inch cube, the watts lost per inch measured normally to the 
cross section of the coil are 

— = {n X 10“®) X Iw X (ab) 


where (ab) is the winding space factor. By substituting in formula (59), 
we get 


n X 10“® Iw (ab) 
8 [ka(w/l) + h(l/w)] 


(150) 


By formula (131), n = 0.825 at 75°C; therefore, at 80°C n = [(234.5 + 
80)/(234.5 + 75)] 0.825 = 0.84. Using formula (150) to calculate the 
difference of temperature between the center of the coil and the outside 
surface, we get 


td 


0.84 X 10“® (1,400)2 X 1.89 X 3.34 X 0.833 
8 [(0.047 X 1.77) + (0.035 X 1.77)] 


= 12°C 


It follows that the hottest-spot temperature will be greater by 12®C 
than the outside temperature of 75°C, or 12 + 75 = 87°C. 

146. Illustrative Example. Design of Distribution Transformer. 
Design a transformer to meet the following specifications: 

Output in kilovolt-amperes = 5 

Primary (high-tension) volts = 2,300 

Secondary (low-tension) volts = 115/230 

Frequency = 60 cycles 

^ , (Full load = 0.972 

Efficiency at unity power factor _ q ggg 

Temperature rise not to exceed 55°C 


Item 1. It is proposed to design a core-type transformer with rec¬ 
tangular coils. A subsequent design. Art. 147, will be devoted to the 
calculation of a cruciform-core type of transformer. 

Description, This is a distribution transformer of standard type for 
maximum output rating. It is oil-immersed and self-cooling, without 
taps for voltage adjustment. 

Insulation tests (in tank with oil); voltage applied for 1 min 

H.T. winding to L.T. winding and core, 10,000 volts 
L.T. winding to core, 4,000 volts 
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DESIGN SHEET FOR TRANSFORMER 
Single-phaae Distnbution Type (High All-day Efficiency) 

Guaranteed losses, load) 1 


Item 

No 

Summary of calculation 

1 

Volts per turn from formula = 1 22, actual * 

1 175 


Windings 

HT. 

LT 

2 

Total number of turns 

1,960 

196 

3 

Number of coils 

2 

4 

4 

Turns per coil 

980 

49 

5 

Full-load current, amp 

2 17 

21 7 

6 

Current density, amp per sq in 

850 

912 

7 

Cross section of each conductor, sq in 

0 00256 

0 0238 

8 

Dimension of conduc tors i 

No 15 

0 14 X 0 17 

9 

Number of turns per la> er per (oil 

112 

49 

10 

Number of layers per (oil 

9 

1 

11 

Taps 

None 

None 

12 

Volts per coil 

1 150 

57 5 

13 

Volts between la> (rs 

263 


14 

Length of winding layer 

m 

8 m 

15 

Length of layer iik ludmg insulation 

m m 

8>^ in 

16 

Insulation between layers, in 

0 01 


17 

Insulation on wire 

dec 

dec 

18 

Length per turn, ft 

1 39 

1 09 

19 

Total length, all turns in beries, ft 

2,720 

214 

20 

Weight in copper, lb 

26 8 

19 6 

21 

Resistance at 75°C—all coils m series, ohms 

10 6 

0 09 

22 

IR drop, volts 

23 0 

1 95 

23 

Full-load copper loss (compare with guarantee) 

50 

42 3 

The Magnetic Circuit 

24 

Dimensions of ‘Window,” m 


X 3>i 

25 

Total flux, maxwells 


440,000 

26 

Flux density in core under windings, lines per sq in 

66,700 

27 

Cross section of iron in core under windings 


6 6 sq m. 

28 

Width of stampings m core under windings 



29 

Gross thickness of core 


m 

30 

Total weight of iron in core, lb 


72 7 

31 

Watts lost in iron (compare with guarantee) 


36 9 

32 

Total full-load losses, watts 


129 2 
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DESIGN SHEET FOR TRANSFORMER.—(Conimwcd) 

Efficiency and Exciting Current 


33 Efficiency at unity power fa(;tor: 

At IH load. 0.9718 

At full load. 0.9748 

At load. 0.9769 

At load. 0.9766 

At3^iload. 0.9668 

34 All-day efficiency (4-hr full load). 0.9420 

35 Primary exciting current, amp. 0.059 

REGULATION 

36 Total equivalent IR drop, per cent. 1.846 

37 Total reactive drop, per cent . 2.2 

38 Regulation on unity power factor, per cent. 1.846 

39 Regulation on 0.80 power factor, per cent. 2.82 


DIOSIGN OF TANK—TEMPERATURE RISE 


40 Effective cooling surface of tank, sq in. 960 

41 Watts per sq in. of tank surface. 0.135 

42 Approximate temperature rise of oil, ®C. 33 


The specified temperature rise of 55°C means that the temperature of 
the windings, as measured by the resistance method, after the trans¬ 
former has been operating continuously at full load, will not be more 
than 55°C above the temperature of the surrounding air. 

The transformer is not guaranteed against overloading. 

CALCULATIONS 

Guaranteed Losses. Before proceeding with the design it is well to 
determine the amount of the iron and copper losses corresponding to 
the specified efficiencies. 

By formula (144), 

1 _ n 070 

Total loss at full load = ^ = 144 watts 

By formula (145), 

Total loss at j load = ^ n ^ ~ 44 watts 

4 ().96r> 4 

By formula (146), 

144 — 44 

Full-load copper loss == = 107 watts 

1 “ >16 

and the guaranteed core loss is 144 — 107 = 37 watts. 
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The copper loss will be a maximum when the transformer is hot. In 
calculating the resistance of the windings to determine the fulUoad copper 
loss, a temperature of 75®C will be assumed. 

In making the calculations, it is not possible to follow the exact 
sequence of the items as recorded in the design sheet shown on page 
371, but the items covered by the calculations are referred to in the 
margin to facilitate reference. 

Assuming c = 58 in formula (129) of Art. 129, we have 


T, \/5,000 
58 


1.22 volts 


Items 2 to 5. Since the high-tension winding is the primary and the 
low-tension winding the secondary, the number of secondary turns is 
230/1.22 = 189, or (say) 188 turns in four coils of 47 turns each. It is 
usual to have not less than four coils on the low-tension side in both 
large and small transformers. The number of primary turns will be 
1,880. Before proceeding further, it should be pointed out that the 
numbers of primary and secondary turns here calculated are preliminary 
values and may require modification should the copper and iron losses 
differ greatly from the guaranteed losses; this is, in fact, actually the 
situation, as the results of items 6 to 15 indicate. This winding may 
consist of two coils (one on each limb) in a small transformer for as low 
a voltage as 2,300, but the winding on each limb may consist of two or 
more coils connected in series. Refer to Art. 134 for discussion of coil 
arrangements in both core- and shell-type transformers. 

The full-load secondary current is 5,000/230 = 21.7 amp, and, since 
the ratio of transformation is 10 to 1, the primary current (neglecting the 
exciting current component) is 2.17 amp. 

Items 6 to 15. Before deciding upon the sizes of wire in the wind¬ 
ings, it will be advisable to determine the probable dimensions of the 
opening, or window, which must accommodate both primary and second¬ 
ary windings. By formula (134) on page 348 the winding factor is sf = 
10/(30 + 2.3) = 0.309, or (say) 0.3 for an approximate winding space fac¬ 
tor. The current density (Art. 130) will be assumed at 1,000 amp per 
sq in.; whence the area of the window opening (Fig. 156) is. 


HXD 


2(188 X 21.7) 
1,000 X 0.3' 


27.2 sq in. 


Using the ratio {H/D) 2.5, as suggested in Art. 133, we may try 
D = and H = 8J^ in. for the length of the limbs upon which the coils 
will be placed. Before proceeding further, it will be advisable to make 
a rough estimate of the core dimensions and iron loss. 
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By formula (125a) on page 340, the flux in the iron is 


10* X 230 
4.44 X 60 X 188 


459,000 


From Art. 130 we select 70,000 lines per sq in. as a trial density in the 
limbs under the windings. Whence, with the proportion S = 1.5L (see 
Art. 133) and a stacking factor of 0.9, we have 


0.9L X 1.5L = 


459,000 

70,000 


6.56 sq in. 


whence the width of the stampings under the windings is L = 2.21, or 
(say) 234 the total thickness of the stack of laminations is 

S = 334 in. 

For preliminary calculations we shall assume Af = L in Fig. 156. In 
other words, assume the same cross section of iron and the same flux of 
density in the end portions of the core as in the limbs under the windings. 
Changes can be made later if the core losses are too high. The dimen¬ 
sions of the core will be as shown in Fig. 170, and the weight of iron is 
0.28(0.9 X 334 X 2H) X 2(83^^ + 23^^ + + 2}i) = 60 lb. From 

Fig. 154 we find the watts per pound for B'' = 70,000 to be 0.75; whence 
the total core loss is 0.75 X 60 = 45, which exceeds the required loss of 
37 watts. Before correcting the iron loss it is usually advisable to calcu¬ 
late the approximate copper loss because changes in the design can then 
be made to correct iron and copper losses simultaneously. 

Approximate Copper Losses. The approximate mean length per turn 
of winding on rectangular limbs of core-type transformers, as illustrated 
in Fig. 170, is 2(L + S + D) which includes an allowance for insulation 
and clearances around the iron core. Thus mean length per turn (m.l.t.) = 
2(2J4 + 334 + 33-^) = 1734 in. The cross section of copper in both 
windings is [2(188 X 21.7)/1,000] = 8.17 sq in., and the weight of copper 
is 0.32 X 17.5 X 8.17 = 45.7 lb. The watts lost per pound at 75®C 
are given by formula (131) on page 345, whence total copper loss = 
45.7[2.57(1000)V10*] == 117 watts. This is also in excess of the required 
loss, which is 107 watts. 

By making slight changes in the design, it will now be possible to pro¬ 
ceed with the final calculations and approximate the losses required to 
give the specified efficiencies. 

An increase of turns in the windings will reduce the core losses even if 
no change is made in the dimensions of the core, but this will increase the 
copper loss unless the current density in the copper is reduced. We may 
try increasing the core cross section in the end portions so as not to 
increase the mean length per turn of the windings. 
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The copper losses can be kept within the desired limit by selecting 
sizes of wire which will cause the current density to be less than in the 
preliminary estimate. 

By building the core to the dimensions of Fig. 171, and increasing the 
number of turns to 1,960 and 196 in primary and secondary, respectively, 
the core losses should be considerably reduced. 

Recalculation of Core Losses. The total flux is 

1QQ 

^ = 459,000 X = 440,000 maxwells 

The losses in the limbs under the windings and in the end sections must 
be calculated separately. The net cross section of the limbs is 0.9 X 



Fig. 170. Fig. 171. 

Figs. 170 and 171. Core dimensions for transformer of Illustrative Example of 

Art. 146. 

334 X 2J4 == 6.6 sq in., whence in the limbs is 440,000/6.6 = 66,700 
lines per sq in. From Fig. 154 we read watts loss per pound = 0.69. 
The weight of the two limbs is 0.28 X 6.6 X 8.5 X 2 = 31.5 lb; whence 
the loss in the core sections under the windings is 0.69 X 31.5 = 21.7 watts. 

The losses in the end sections are calculated in a similar manner. Net 
cross section = 9.5 sq in. Flux density B" = 46,200. Watts per 
pound == 0.37. Weight of both end sections = 41.2 lb. Loss in both 
end sections = 0.37 X 41.2 = 15.2 watts. The total core loss is, there¬ 
fore, 21.7 + 15.2 = 36.9 watts which is practically the specified loss of 
37 watts. 

Sizes of Wire and Winding Particulars, It is desirable to make a 
sketch such as Fig. 172 showing a cross section through the windings in 
the window opening of dimensions H = 83-^ in. and D = 33^^ in. 

Two coils of the secondary or low-tension winding will be wound next 
j;o the core on each limb. Each coil may consist of 49 turns in a single 
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layer. The size of a suitable conductor of rectangular section may be 
calculated as follows. The cross section for a current density of (say) 
900 amp per sq in. is 21.7/900 = 0.0241 sq in. Allowing yi in. at each 
end of the layer for clearance and insulation, the available length of wind¬ 
ing space in the layer is 8 in., and = 0.163 in., which is the width of 
one conductor including insulation. The cotton covering will account 
for 20 mils, leaving 0.143 for the width of copper. We shall make this 
0.14 in. The thickness must be 0.0241/0.14 = 0.172, or (say) 0.17 in., 



Fig. 172. Cross section of Nvindings in window opening of core-type transformer, 
Illustrative Example, Art. 145. 

SO that a rectangular conductor 0.14 by 0.17 in. wound on edge will be 
suitable. 

For the high-tension side we may select from the wire table on page 431 
No. 15 dec wire in which the current density will be 2.17/0.00256 = 
850 amp per sq in. 

Assuming the length of the winding layer to be in., the number of 
wires per layer will be about 7.75 X 14.5 = 112, where the figure 14.5 is 
obtained from the wire table on page 431. A total of nine layers of wire 
will be required for a single coil of 980 turns on each of the two limbs. 

The greatest difference of potential between layers will be 1,150 X 
[(2 X 112)/980] = 263 volts (rms value) which is permissible if ample 
insulation is provided between layers. It is usual to limit the potential 
difference between layers to about 200 to 300 volts which can generally 
be accomplished without difficulty by subdividing the winding into a 
sufficient number of separate coils and providing adequate insulation 
between the coils. 

Items 16 to 23. (The student should review Art. 131, which treats of 
insulation problems; but the formula there given for clearances in oil has 
reference to apparatus for considerably higher pressures than the trans- 
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former with which this problem is concerned.) With the core dimensions 
23 ^ by 3J4 in., the winding former would be about 23 ^ by 3^6 in*, with 
slightly rounded corners. As a check on the space D = 3in. provided 
for the windings (Fig. 172) the total thickness of copper and insulation is 
computed as follows: 


Radial 

thickness, 


Material in. 

Cotton tape binding assembled laminations. 0.018\ 

Varnished cambric. 0.0101 

Pressboard. 0.0301 

Clearance. 0.067/ 


0.125 


Inner L.T. coil (one layer) including cotton on wire. 

Parchment paper (0.010) between coils; allow. 

Outer L.T. coil (one layer). 


0.190 

0.015 

0.190 


s = 0.395 


Pressboard around outer L.T. coil. 

Spacers of treated wood to form oil ducts*. 

Pressboard. 

Two layers cotton tape. 

Parchment paper with crimped edges on which primary coil will be 
wound.. 


0.020 

0.125 

0.020i 

O.OlSj 

0.005- 


g 


0.188 


Nine layers of No. 15 dee round wire. 

Two thicknesses of 0.005 paper between layers 

Cotton tape, half lapped. 

Allowance for bulging! (0.02 X . 

Total. 


0.6121 
O.O 80 I 
0.018( ^ 
0.065/ 
1.483 


0.755 


The space available to accommodate this total thickness of copper and 
insulation is 3.25/2 = 1.625, so that the space provided as shown in 
sketch (Fig. 172) would seem to be sufficient to allow of a small clearance 
between the windings on the two limbs for insulation and oil circulation. 

Calculation of Copper Losses. In these calculations we may neglect the 
magnetizing component of the total primary current, as this adds very 
little to the PR loss in the primary at full load. 

* For proper circulation of oil, these spacers should be thicker than in.; but in 
so small a transformer as 5 kva there will be no danger of high internal temperatures, 
and the insulation is more than sufficient. It would be quite permissible to omit the 
oil channels and simply provide solid insulation of a total thickness as given in Art. 
131. In larger transformers, and even in small transformers for the higher voltages, 
the oil duct should be at least in. and preferably in.; the total thickness of insula¬ 
tion (including oil ducts) between high-tension and low-tension windings being cal¬ 
culated by formula (132) on page 347. 

t The allowance for bulging is here assumed to be equal to 2 per cent of the core 
thickness. With cores of cruciform cross section, the coils are circular, and no allow¬ 
ance for bulging is required. 
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Referring to Fig. 173, the mean length per turn (m.l.t.) of the windings, 
as designed, is computed as follows: 


Secondary m.l.t. 
Primary m.l.t. 


2(2.25 + 3.25) + 7r(0.25 + 0.395) ^ ^ qq 
12 

2(2.25 + 3.25) + 7r(0.25 + 0.79 + 0.775) __ 
12 


The total lengths of wire are: 

Secondary winding length = 196 X 1.09 = 214 ft 
Primary winding length = 1,960 X 1.39 = 2,720 ft 


1.39 ft 



Fig. 173. Sketch showing arrangement of primary and secondary coils over one leg 
of core, and the mean length of turn of each winding. 

The weight of the copper is: 

In the secondary coils, 0.32(0.14 X 0.17 X 214 X 12) = 19.6 lb 
In the primary coils (No. 15), 9.86 X 2.72 = 26.8 lb 

Since the resistance per 1,000 ft of No. 15 wire at 60®C is 3.702 ohms 
(Table I, page 431), at 75°C, it will be 
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The total resistance of the high-voltage winding (hot) is therefore 3.9 X 
2.72 - 10.6 ohms. 

IR « 2.17 X 10.6 = 23 volts (t.e., 1 per cent) and PR *= 50 watts 

The cross section of the low-tension winding is 0.0238 sq in., as against 
0.00256 for the high-tension wire. Therefore the resistance (hot) of all 
low-tension coils in series is 


3.9 


'0.00256\ 

,0.0238/ 



= 0.09 ohm 


IR = 21.7 X 0.09 = 1.95 volts (i.e., 0.847 per cent), and PR = 42.3 
watts. 

The total copper loss is 50 + 42.3 = 92.3 watts, which is slightly 
less than the guaranteed copper loss as calculated from the specified 
efficiencies. 

Items 24 to 32. The core dimensions as given in Fig. 171 are suitable 
and may be adopted. The total full-load losses (item 32) are 36.9 + 
92.3 = 129.2 watts. 

Item 33. (Refer to Art. 140.) By formula (141) the efficiencies at 
unity power factor are: 


At full load. + 0.6748 

At h.ll-lo.d,l- <|^+^‘j - 0.9766 

The calculated values for other loads are: 


At 25 per cent overload, 0,9718 
At three-quarters full load, 0.9769 
At one-quarter full load, 0.9668 


The maximum efficiency occurs when the total copper losses are equal 
to the core loss, under which condition the fraction of rated load is 


4 . 


core loss 


Thus, at the point of maximum efficiency the load is 


F .L. copper loss' 

5 v^36.9/92.3 = 3.16 kva, and the maximum efficiency is 


36.9 + 36.9 
3,160 + 73.8 


0.9772 


Item, 34. On the basis of 4-hr full load and 20-hr no load, the all-day 
efficiency, as defined in Art. 140, is 


5,000 X 4 

(5,000 X 4) -f (36.9 X 24) -|- (92.3 X 4) “ 


0.942 
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Item 35. (Refer to Art. 135.) The magnetizing component lo of the 
total exciting current is calculated by making use of the BH curve (Fig. 
161) and estimating the approximate mean lengths of the flux paths 
wherein the flux density is approximately of constant value throughout 
the length of path considered (refer to Fig. 171). Thus, for the two 
limbs under the windings, we have R" = 66,700; mean length = 17 in.; 
whence {TI) = 17 X 4.6 = 78.2. 

For the two ends of the core (outside the windings) R" = 46,200; 
mean length = about 153^^ in., whence {TI) = 15.25 X 2 = 30.5. 

In order to estimate the ampere-turns required for the four joints in 
the core as shown in Fig. 171, we refer to Fig. 162. 

For the two joints with core density B" — 66,700, we have {TI) = 
2 X 21 ='42, and, for the two joints with core density B" = 46,200, we 
have {TI) =2X3 = 6, making a total of 156.7 amp-turns. The mag¬ 
netizing component of the primary current is, therefore, 

j 156.7 

/ =-^ = 0 0565 amp 

1,960 X 

The energy component is Iw = 36 9/2,300 = 0.016 amp and the 
total exciting current component is \/(0.0565)^ -f (0.016)^ = 0.059 amp. 

Items 36 to 39: Regulation, The percentage IR drop in the two wind¬ 
ings is the same as the total copper loss expressed as a percentage of the 
kilovolt-ampere output. Whence per cent IR drop = (92.3 X 100)/5,000 
= 1.846, which checks with the resistance drops previously calculated. 
Note that this quantity is also given by the expression {IpR/Ep) X 100, 
where Ip is the primary current (2.17 amp), Ep is the primary pressure 
(2,300 volts), and R is the equivalent resistance of the two windings, as 
given by formula (136) of Art. 139. 

The numerical values of the quantities in formula (135) required for 
the calculation of the IX drop are as follows:/ = 60, Tt = 196, 7, = 21.7, 
Eg = 230, n = 2. 

The length of I may be taken as 12 X [(1.09 -f- 1.39)/2] = 14.9 in., 
where the numbers 1.09 and 1.39 are the mean lengths per turn of low- 
and high-tension windings, respectively. The remaining dimensions are 
taken from Fig. 172, where h = H = 8.5, gf = 0.188, p = 0.775, and 
s = 0.395. 

The calculated IX drop is 2.2 per cent, which is equivalent to a reac¬ 
tive drop of 2,300 X 0.022 = 50.6 volts in the primary winding. This 
would be the length of the vector marked {IiX) in Fig. 166, which is 
used for determining the voltage regulation. 

For calculating items 38 and 39, we may use the approximate formula 
(140); whence the regulation on unity power factor is the same as the 
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percentage IR drop, namely, 1.846 per cent. On 80 per cent power fac¬ 
tor we have (1.846 X 0.8) + (2.2 X 0.6) == 2482 per cent (nearly). ^ 
Items 40 to 42. The temperature rise of the windings as measured by 
the resistance method must not exceed the specified 55®C. The per¬ 
missible temperature rise of the oil near the top of the tank (where it is 
hottest) must be something less than this. The student is referred to 
Art. 66 and the Illustrative Example of Art. 144, where the manner in 
which the difference of temperature between the coil where the heat is 
generated and the oil on the outside of the insulation is explained. We 
shall here assume that if the temperature rise of the oil does not exceed 
50°C, the temperature at the hottest part will not be excessive. In Art. 
141 the cooling coefficient for self-cooling transformers was given as c = 
0.0057 watt per sq in. per °C rise of temperature. The total outside 
area of tank surface should, therefore, not be less than 


129.2 

50 X 0.0057 


454 sq in. 


The case to accommodate this transformer may be generally of the 
type illustrated in Fig. 167; the minimum dimensions would be about 
12^^^ by 9 by 21 in. high, and the effective cooling surface, computed as 
explained in Art. 141, is 21 (25 + 18) + 3^(12.5 X 9) = 960 sq in.; whence 
the probable maximum temperature rise of the oil is 


129.2 

0.0041 X 960 


33°C 


146. Transformers with Ribbon Cores. Improvement in transformer 
performance, particularly in small distribution units, is made possible by 
the use of a special silicon-iron alloy that possesses permanent nonaging 
characteristics. This material differs from ordinary silicon steel not so 
much in the elements it contains as in how it is made. In its manufac¬ 
ture it is rolled so that the individual magnetic crystals are ‘‘oriented,’^ 
that is, lined up with their cube edges parallel to each other and to the 
direction of rolling, like bricks in a wall; this is in contrast to the pattern 
incidental to ordinary silicon steel, as used in the core of the Illustrative 
Example of Art. 145. The effect of such crystal orientation is to permit 
the steel to carry more flux with the same applied magnetizing force than 
it could if the crystals were haphazardly placed. This means simply that 
the knee of the magnetization curve is lifted to a higher flux density, 
with the result that increased flux densities, about 30 per cent more, are 
possible without change in core loss. 

To take full advantage of the oriented steel it is necessary that the 
strips be sheared parallel to the grain of rolling; moreover, a construction 



382 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 12 

must be employed that causes the flux paths to be with the grain. This 
is accomplished in several ways by different manufacturers, in one of 
which a special machine winds the steel ribbon spirally through the wind¬ 
ing openings and the outside of the coils. Transformers constructed in 
this way (1) are smaller in size for a given kilovolt-ampere rating; (2) pre- 


DESIGN SHEET FOR TRANSFORMER 

Single-phase Distribution Core Type with Cruciform Section 

« X 1 1 A J.J. I Copper (full load). 104 

Guaranteed los^, watts | 


Item 

No. 

--. -. .. - - - 

Summary of calculation 

1 

Volts per turn: from formula =* 2.07 

Windings 

II.T. 

L.T. 

2 

Total number of turns. 

1,160 

116 

3 

Number of coils. 

4 

4 

4 

Turns per coil. 

290 

29 

5 

Full-load current, amp. 

3.12 

31.2 

6 

Current density, amp per sq in.| 

965 

960 

7 

Cross section of each conductor, sq in.! 

0.00323 

0.0325 

8 

Dimension of conductors. 

No. 14 

0.129 X 0.258 

9 

Number of turns per layer per coil. 

49 

29 

10 

Number of layers per coil. 

6 

1 

11 

Taps. 

None 

None 

12 

Volts per coil. 

600 

60 

13 

Volts between layers. 

200 


14 

Length of winding layer including insulation, in. 

S'Ke 

8 

15 

Insulation between layers, in. 

0.0075 


16 

Insulation on wire.. 

dec 

dec 

17 

Length per turn, in. 

19.35 

15.65 

18 

Total length, all turns in series, ft. 

1,870 

151 

19 

Weight of copper, 11). 

18.9 

23.2 

20 

Resistance at 75°C—all coils in series, ohms. . . 

5.77 

0.046 

21 

IR drop, volts. 

18.0 

1.44 

22 

Full-load copper loss (compare with guarantee) 

56 

45 

The Magnetic Circuit 

23 

Dimensions of ‘Window,in. 


.. 3516 X SH 

24 

Total flux, maxwells. 


7.78X10® 

25 

Flux density in core under windings, lines per sq in. 

83,000 

26 

Cross section of iron in core under windings, gross. 

10.4 

27 

Widths of ribbon strips in cruciform section, in 


.. 2.14 and 3.5 

28 

Total weight of iron in core, lb. 


92 

29 

Watts lost in iron (compare with guarantee). .. 


74.5 

30 

Total full-load losses, watts. 


175.5 
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DESIGN SHEET FOR TRANSFORMER.—(Con^tnwed) 
Efficiency and Exciting Current 

383 

31 

Efficiency at unity factor: 



At IH full load 

0 976 


At full load 

0 977 


At H full load 

0 977 


At ^ full load 

0 973 


At H fuU load 

0 959 

32 

All-day eflSciency (4-hr full load) 

0 9877 

33 

Primary exciting current, amp 

0 467 

Regulation 

34 

Total equivalent IR drop, per cent 

1 35 

35 

Total reactive drop, per cent 

0 892 

36 

Regulation at unity power factor, per cent 

1 354 

37 

Regulation at 0.8 power factor, per cent 

1 615 

Design of Tank-temperature Rise 

38 

Effective cooling surface of tank, sq m 

1,164 

39 

Watts per sq in of tank surface 

0 151 

40 

Approximate temperature rise of oil, 

34 3 


sent a more rigid core; (3) have lower iron losses at higher flux densities; 

(4) have reduced strains in the iron, normally set up by clamps; and 

(5) are cheaper to manufacture 

In parallel with the improvement in the core material itself, a new 
type of coating has been developed. This consists of a chemical change 
that is induced in the surface of the sheet during manufacture. The 
altered surface is able to withstand annealing temperatures and punch¬ 
ing and has the further merit of being thinner than enameled coatings. 
The stacking factor of a core with the new surface insulation is 0.97, 
as against 0.90 to 0.92 for enamel-insulated punchings 

The design in the following article will involve the use of an oriented 
steel ribbon core with a cruciform section. 

147. Illustrative Example. Design of Distribution Transformer. 
Design a transformer to meet the following specifications: 

Output in kilovolt-amperes = 7.5 
Primary (high-tension) volts = 2,400 
Secondary (low-tension) volts «= 120/240 
Frequency = 60 cycles 

Efficiency at unity power factor 

Temperature rise not to exceed 55*^0. 


Full load == 0.977 
full load == 0.959 
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Item 1. It is proposed to design a core-type distribution transformer 
with circular coils. The core is to have a one-step cruciform section (see 
Fig. 157a) and is to be constructed with ribbon-oriented steel, U.S.S. 
Transformer 58 grade, 29-gage, the core-loss curve for which is given in 
Engineering Manual No. 3 {U.S.S. Electrical Steel Sheets)* on page 30. 
It is to be oil-immersed and self-cooling, without taps for voltage 
adjustment. 

Insulation tests (in tank with oil); voltage applied for 1 min; H.T. wind¬ 
ing to L.T. winding and core, 10,000 volts; L.T. winding to core, 4,000 
volts. 

The specified temperature rise of 55®C implies that the winding tem¬ 
perature, as measured by the resistance method, after the transformer 
has been operating continuously at full load, will not be more than 55°C 
above the ambient temperature. 

CALCULATIONS 

Guaranteed Losses. 

1 _ 0 Q77 

Total loss at full load = — X 7,500 = 177 watts 

Total loss at 3^^ full load = X = 80 watts 

177 _ gQ 

Full-load copper loss = = 104 watts 

1 — 

Core loss == 177 — 104 = 73 watts 

After several preliminary trials of approximate calculations of losses, 
the value of c = 41.8 was selected. Thus 


_ \/7,500 _ ^ 

F, - - 2.07 

Items 2 to A: Primary and Secondary Turns. It will be desirable to use 
four primary and four secondary coils in this design, which means that 
the total number of turns on both primary and secondary must be a 
multiple of four. Thus, 

240 

Total secondary turns = =116 

Total primary turns = 10 X 116 = 1,160 
116 

Turns per secondary coil = = 29 

Turns per primary coil = 10 X 29 = 290 
* Published by Carnegie-Illinois Steel Corp. See Appendix 2, p. 437. 
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Item 6: FulUload Current These are 


. ^ 7,500 
^ 2,400 


3.12 amp 



31.2 amp 


Items 6 to 16. The window opening, to accommodate the primary and 
secondary windings, will next be determined, but before doing this it will 
be necessary to assume an approximate winding space factor and current 
density. Using formula (134), s/. = 10/(30 + 2.4) = 0.309, but this 
will be arbitrarily reduced to about 0.24, because, with circular coils, 
there will be some loss of winding space between the flat sides of the core 
and the low-tension windings, and also because of the extra insulation 
required between the low-tension coils on each leg (see Fig. 176). A 
current density of 1,100 will be selected, subject to later modification 
should space requirements, copper losses, and the need for selecting stand¬ 
ard wire sizes for primary and secondary make this necessary. Thus 


2(116X31.2) 
^ 0.24 X 1,100 


27.4 


Making H equal to about 2.57), D = V27.4/2.5 = 3.31, or (say) 3^6 
Also, H = 27.4/3.31 = 8.27, or (say) 8H in. 

Before proceeding further, it will be advisable to estimate the core 
dimensions and the iron loss. The maximum flux in the core is 


240 X 10« 
4.44 X 60 X 116 


= 7.78 X 10^ 


Assuming a core density B" = 83,000 and a stacking factor of 0.9, the 
gross section of the iron will be 


7.78 X W 
83,000 X 0.9 


10.4 sq in. 


Referring to Art. 133 and Figs. 156 and 157, Agro.. = 2WL — so that 


10.4 = 2(0.525r X 0.85C) - (0.525C)^ 


from which C = 4.1 in., W = 2.16 in., L = 3.5 in. 

Since the core is wound through the coils with ribbon of two widths, 
one of them W = 2.16 in., and the other L = 3.5 in., proper allowances 
must be made as indicated by Fig. 174. 

The length of the mean magnetic flux path is, therefore, 

M.m.p. = 2[H + (Z) - 272)] + 7r(L + 272) 

= 2(8.375 + 3.13 - 1) + 7r(3.5 -f 1) = 35 in. (approx) 

The total weight of the iron core is 0.28(0.9 X 10.4 X 35) = 92 lb. 

Referring next to the curves from the U,S,S, Manual previously men¬ 
tioned, or Appendix 2, the watts per lb at 83,000 lines per sq in., for oriented 
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steel strips sheared parallel to the grain of rolling, is 0.81; whence the core 
loss is 0.81 X 92 = 74.5 watts, which exceeds the guaranteed loss of 73 
watts slightly. 

Approximate Copper Losses, In making calculations for the approxi¬ 
mate copper losses in both primary and secondary it will be assumed that 
the current densities in the two windings are the same, although this is 



Fig. 174. Sketch showing core dimensions, window opening, and mean magnetic 
path for Illustrative Example of Art. 147. 

generally not the case when standard wire sizes must be selected. Neg¬ 
lecting the small separation between the outer coils in the window open¬ 
ing (see Fig. 176), the average mean length of turn (m.l.t.) of the circular 
coils will be the average of the inner circumference ttC and the outer cir¬ 
cumference 7r(Z) -f L); i.e., m.l.t. = 7r/2(C + D + L), Thus, 

M.l.t. = ir/2(4.1 + 3.31 + 3.5) == 17 in. (approx) 

The cross section in both windings is [2(116 X 31.2)]/1,100 = 7.25 sq in., 
and the weight of copper is 0.32 X 17 X 7.25 = 39.4 lb. By formula 
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(181) the watts lost per pound is 2.57A®/10®, whence 

f 

Total copper loss =*= ^ X 39.4 = 123 watts 

This is also somewhat in excess of the guaranteed loss of 104 watts, but 
will be reduced to a satisfactory value later when wire sizes, yielding 
lower current densities than 1,100 amp per sq in., are selected. 

Size of Wire and Winding Particulars. Figure 175 shows the general 
arrangement of the core and its surrounding windings. Note particu¬ 
larly the cruciform corner molds, and the tube forms around which the 
windings are placed and properly insulated before the transformer is 



Fig. 175. Sketch showing the coil and insulation arrangement over the cruciform core 
for the Illustrative Example of Art. 147. 

assembled. Another sketch illustrating the manner in which the wind¬ 
ings are arranged in the window opening is given in Fig. 176. 

The four secondary coils, two on each leg, will be wound directly over 
the insulating tube forms; each of the latter will be 3 ^^ in. thick, and 
will be covered with a 40-mil tape before the winding is started. The 
size of a suitable conductor of rectangular section may be calculated as 
follows. For a current density of about 1,100 amp per sq in. the cross 
section will be 31.2/1,100 = 0.0284 sq in. Assuming a winding layer of 
about 8 in., and with 29 conductors to the layer, each conductor should 
have a total width, including insulation, of ^^9 == 0.276 in. The cotton 
covering will account for 18 mils, leaving 0.258 in. for copper. Consult¬ 
ing Table III, page 435, it is found that an area of 0.0325 sq in. would be 
suitable; this slightly larger area will be satisfactory because the current 
density and the resulting secondary copper loss will be reduced. The 
thickness of the wire, including insulation, will, therefore, be 0.149 in. 





388 ELEMENTS OF ELECTRICAL MACHINE DESIGN Chap. 12 

Thus, the active secondary current density will be 31.2/0.0325 = 960 amp 
per sq in. Finally, the total radial width of both secondary coils, allow¬ 
ing 10-mil paper between coils, will be (2 X 0.149) + 0.01 = 0.308 in. 
(see Fig. 176). 



Fig. 176. Cross section of the windings and insulation in tin* window opening for the 
Illustrative Example of'Art. 147. 

Continuing radially, suitable insulating materials are placed over the 
outer low-tension coil; this will be about the same as that given in the 
table on page 377 for the Illustrative Example of Art. 145, so that g = 
0.188 in. There will be four primary coils as shown in Fig. 176, each one 
containing 290 turns. For a current density of about 1,100 amp per sq 
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in., the conductor area should be 3.12/1,100 = 0.00284 sq in. The size 
of standard round wire that would be suitable is No. 14 (see Table I, 
page 431), which has an area of 0.00323 sq in.; this is again slightly larger 
than that indicated above, so that the actual primary current density 
will be 3.12/0.00323 = 965 amp per sq in. Allowing height 

for both coils on each leg, and in. between coils to properly insulate 
them from each other, each coil will be (71^6 — ^fe)/^ = high. 

Since No. 14 dec wire winds 13 wires to the inch, there will be 49 wires in 
each layer. With 290 turns per coil there would, therefore, be 6 layers 
of 49 conductors and a final layer of 45 conductors; i.e., total turns per 
coil = (5 X 49) + (1 X 45) = 290. Using 73^-mil paper between layers, 
the total radial width of the primary coil will be (6 X 0.076) + (5 X 
0.0075) == 0.494 in. (see Fig. 176). 

The greatest difference of potential between layers will be twice the 
volts per layer. With 600 volts per coil in the high-tension winding, this 
will be (600/6) X 2 = 200 volts, which is satisfactory; note particularly 
that the volts between layers would have been twice this value if two 
primary coils had been used. 

It will next be desirable to determine if there is sufficient clearance 
between the high-tension coils at the center of the window; if not it is 
generally customary to widen the dimension D sufficiently without 
increasing the iron loss perceptibly. Referring to Fig. 176, which shows 
the coil and insulation arrangement in the window, the following radial 
dimensions may be noted: 


(C - L)/2X 2 - 4.1 - 3.5 = 0.600 

(Corner mold) X 2 = 0.125 X 2 = 0.250 

(Insulating tube) X 2 = 0.125 X 2 = 0 250 

(Insulating tape on tube) X 2 = 0.04 X 2 = 0 080 

8(‘condary winding plus imsulation 0.616 

Insulation between primary and secondary —g = 0.376 
Primary winding plus insulation 0.988 

Total 3.160 


Subtracting 3.16 in. from the dimension D = 3.313 leaves 0.153 in., 
which is ample for the separation of the primary coils at the center of 
the window. 

Itc7ns 17 to 22: Voltage Drop and Copper Losses. Since the magnet¬ 
izing component of the primary current is small it may be neglected in 
these calculations. Referring to Fig. 176, the mean lengths of turn of 
the windings, as designed, are; 

Secondary, m.l.t. = t[C + (2 X 0.29) + s] = 7r(4.1 + 0.58 + 0.308) 

= 15.65 in. 

Primary m.l.t. = Tr[C + (2 X 0.29) + 2s + 2g + p 

= x(4.1 + 0.58 + 0.616 + 0.376 + 0.494) « 19.35 in. 
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The total lengths of the windings are: 

Secondary length = (15.65/12) X 116 = 151 ft 
Primary length = (19.35/12) X 1,160 = 1,870 ft 

The weights of the windings are: 


Secondary weight = 0.32 X 0.0325 X 151 X 12 = 18.9 lb 
Primary weight = 0.32 X 0.00323 X 1,870 X 12 = 23.2 lb 


The resistances of the windings at 75°C are: 


Secondary resistance = 0.305 X j-^q = 0.046 ohm 

Primary resistance = ^2.936 X ~ ohms 

where the number 0.305 is the resistance per 1,000 ft of the secondary 
conductor at 75°C, and the number 2.936 is the resistance per 1,000 ft 
of the primary conductor at 60°C. 

The voltage drops in the windings are: 

Secondary IR drop = 31.2 X 0.046 = 1.44 volts 
Primary IR drop = 3.12 X 5.77 = 18.0 volts 


The copper losses in the windings are: 

Secondary PR loss = 31.2 X 1.44 = 45 watts 
Primary PR loss = 3.12 X 18.0 = 56 watts 


The total copper loss is 101 watts, which is slightly less than the guaran¬ 
teed loss of 104 watts. 


Items 23 to 30. The core dimensions and other data concerned with 


the core are given in Fig. 176 and in items 6 to 16. 

The total full-load losses, item 30, are 74.5 -1- 101 = 175.5 watts. 

Item 31: Efficiencies. Refer to Art. 140. The efficiencies at unity 
power factor are: 


VlVifl = 1 


V/l = 1 


VWI = 1 
■nwi = 1 


74.5 -t- 158 
9,375 -t- 232.5 
74.5 + 101 
7,500 -I- 175.5 
74.5 -I- 57 
5,625 -1- 131.5 
74.5 -I- 28 
3,750 -1- 102.5 
74.5 -I- 7 
1,875 -I- 81.5 ' 


0.976 

0.977 

0.977 

0.973 


VHfl — 1 


0.959 
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The maximum efficiency occurs when the iron loss is equal to the 
copper loss, and this takes place when the ' 

1 1 I iron loss ^ - /74.5 « 

kva,«„« == kvarated^/Ti-T— = 7.5 = 6.43 

\/Z copper loss \ 101 

The maximum efficiency is, therefore. 


74.5 + 74.5 
6,430 + 149 


= 0.9774 


Item 32: AlUday Efficiency. On the basis of 4-hr full load and 20-hr 
no load, the all-day efficiency is 


_ (74.5 X 24) + (101 X 4) 

(7,500 X 4) + (2192) 


0.9318 


Item 33: Primary Exciting Current. Referring again to the U.S.S. 
Manual No. 3 for steel sheets, on page 29, or Appendix 2, it is found that 
the magnetizing force, for a density of 83,000 lines per sq in., is 14.5 amp- 
turns per in. Also, consulting Fig. 162, the number of ampere-turns per 
joint at the same density is about 63. (There is only one joint in the 
magnetic circuit of a ribbon-wound core.) The maximum value of the 
total number of ampere-turns required to magnetize the core will, there¬ 
fore, be 

TI = (14.5 X 35) + 63 = 571 

where the figure 35 is the mmp as determined on page 385. The magnet¬ 
izing component of the primary current—the rms value—thus becomes 


lo 


571 

V2 X 1,100 


0.35 amp 


The ^'energy’’ component is 


. ^ 74.5 
2,400 


= 0.31 amp 


so that the total exciting current is 


le = \/(0.35)2 -h (0.31)2 0.467 amp 

Items 34 to 37: Regulation. The percentage IR drop in the two wind¬ 
ings is the total copper loss, item 22 , expressed as a percentage of the 
rated kva output. Thus 

Per cent IR drop = 7 ^^^ 


X 100 = 1.35 
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The numerical values of the quantities in formula (135) required for 
the calculation of the per cent leakage reactance drop are as follows: 
f — 60, T, = 116, I, = 31.2, n = 2 . The length I may be taken as the 
average of the mean lengths per turn of the high- and low-tension wind¬ 
ings; thus, from item 17 ,1 = (19.35 -|- 15.65)/2 = 17.5 in. The remain¬ 
ing dimensions are taken from Fig. 176, where h = 9% in., g = 0.188 in., 
p = 0.494 in., and s = 0.308 in. Substituting these values in the formula. 
Per cent IX 


2 X 60 (116)= X 31.2 X 17.5 / ^ 0.494 -t- 0.308' 

2 X 9.375 X 240 X 10® + 3 


0.892 


This is equivalent to a reactive drop of 0.00892 X 2,400 = 21.4 volts in 
the primary winding. 

Using formula (139), 

Per cent regulation (at PF = 1.0) = 1.35 -|- = 1.354 

zUl) 

Using formula (138), 


Per cent regulation (at PF = 0.8) = (1.35 X 0.8) -f (0.892 X 0.6) 

, [(0.892 X 0.8) - (0.6 X 1.35)]= , 

+-200- = 

Items 38 to 40: Temperature Rise. In designing a tank for the trans¬ 
former, it is important to bear in mind that the oil temperature near the 
top must be somewhat less than the specified temperature rise of the 
windings. It is, moreover, desirable to have a reasonable clearance 
between the outside surface of the coils and the inside surface of the 
tank; for this design the clearance should be about % in., so that the 
tank outline will be approximately as shown in Fig. 175. Assuming an 
average temperature rise of about 35°C, for whi(‘h the cooling coefficient 
c = 0.0044 (see Art. 141), the total effective outside area of the tank 
should be about S = 175.5/(0.0044 X 35) = 1,140 sq in. Remembering 
that the surface to be considered is the area of the vertical sides plus one- 
half the area of the lid, a rectangular tank having dimensions 8 X 15 in. 
and a height of 24 in. should be suitable. The cooling surface will, there¬ 
fore, be 

S = 2(8 -j- 15) X 24 -t- 14(8 X 15) = 1,164 sq in. 
whence the probable maximum temperature rise of the oil is 

^ 75.5 _ 

0.0044 X 1,164 “ ^ 

148. Design of High-voltage Power Transformers. The transformer 
designs illustrated by Arts. 145 and 147 omit much that would have to be 
taken into account when designing larger transformers, especially for use 
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on high-pressure systems. The distribution of the total losses between 
the iron and copper would generally be such as to give maximum efficiency 
at full load. This condition is attained when the copper losses at full 
load are equal to the core losses. 

Self-cooling transformers of large size are made by providing corru¬ 
gated sides or cooling ribs to the tank, so as to increase the cooling surface 
(see Art. 142). When this area is insufficient to dissipate all the heat 
losses, external radiators, through which the oil can circulate, are pro¬ 
vided. By directing an air blast against the radiators, their effectiveness 
for a given cooling surface may be greatly increased. The method of oil 
cooling by circulating water in pipes was discussed in Art. 143. 

Although there are no moving parts in the a-c transformer, mechanical 
forces of considerable magnitude may cause displacement or distortion of 
the windings unless proper mechanical bracing is provided. These forces 
are due to the strong magnetic fields which may exist outside the iron 
core on heavy overloads or short circuits. The manner in which the 
mechanical effects of these stray magnetic fields may be calculated will be 
explained in the next chapter. 

The biggest problem in the design of large power transformers for use 
on high-pressure circuits is the provision of adequate insulation, to with¬ 
stand the very high voltages, while keeping the space between the wind¬ 
ings and between the high-tension coils and ground metal as small as 
possible; also due account must be taken of the fact that the end turns 
are subjected to extremely high stresses during surge periods. In this 
connection a knowledge of the fundamental laws of the electrostatic cir¬ 
cuit is essential. It is, moreover, important to recognize the need for 
specially designed high-voltage bushings to bring out the terminal ends 
of the high-voltage windings. 

149. Design of Instrument Current Transformers. These trans¬ 
formers are usually of small size, their function being to provide a cur¬ 
rent for measuring instruments which shall be as nearly as possible pro¬ 
portional to the line current which passes through the primary winding. 
The secondary current is usually around 5 amp, but the primary current 
may be very much larger. Even when the ratio of transformation is not 
large, current transformers may be used on high-voltage circuits to avoid 
having to insulate the instruments for high voltages. 

A current transformer does not differ fundamentally from a potential 
transformer, but, since the primary windings are in series with the pri¬ 
mary circuit, the voltage across both primary and secondary terminals 
will not be approximately constant, as in a potential transformer, but 
will follow the changes in the primary current. For a given current in 
the secondary circuit, the voltage across the primary terminals will 
depend upon the impedance of the secondary circuit. For any known 
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or assumed secondary burden, it is possible to construct the vector dia¬ 
gram for a current transformer in exactly the same manner as for a 
potential transformer. 

For use on an ammeter, the essential feature of a good current trans¬ 
former is that the ratio between primary and secondary currents shall 
remain approximately the same over the whole range of currents to be 
measured; but when used on a watt-meter, it is equally important that 
the phase-angle error be also very small. This means that, under all 
conditions of load, the primary and secondary currents should be as 
nearly as possible in the same (or opposite) phase. 

160. Calculation of Phase Angle and Current Ratio. The vector 
diagram (Fig. 177) has been drawn for a particular secondary burden of 



Fig. 177. Vector diagram for current transformer. 


EJt volt-amp, or cos B watts. This burden must be thought of as 
including not only the instrument burden but also the resistance (and 
reactance, if any) of the secondary transformer winding and the con¬ 
nections between transformers and instrument. The phase of the flux 
in the transformer core will therefore be drawn exactly 90® in advance 
of the vector The vector 01 1 is the current component in the pri¬ 

mary circuit which exactly balances the current magnetically; that is 
to say, it is exactly opposite in direction to 0/» and equal in length to 
laiTe/Tp)^ where T, and Tp are the secondary and primary turns, respec¬ 
tively. The vector 0/e, representing the total exciting current compo¬ 
nent, is calculated as explained in connection with Fig. 160, and the 
current in the primary is Ip, resulting from the (vectorial) addition of 
1 1 and /«. 

Calculation of Phase Angle, In order to calculate the phase angle a 
between the vectors 01 1 and OIp, we may write 


tan {B + ol) 


h sin 6 + lo 
h cos B + Iw 


(a) 
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tan (^ + a) = 


tan $ 4- tan a 
1 — tan d tan a 


Equate formulas (a) and (b) and multiply out. This leads to the 
expression 

^ lo cos ^ sin ^ , V 

h + (io sin 6 + ly, cos 6) ^ ' 


The length of the vector h is I,{TJTp), which is always very large in 
comparison with the quantity (/« sin B + ly, cos B)y which may therefore 
be omitted from the denominator of Eq. (c); whence the approximate 
value of the tangent of the phase angle is 

, lo cos B — ly, sin B 


©'• 


Calculation of Current Ratio, Since the angle a (Fig. 177) is always 
very small, rarely exceeding 1° and frequently limited to 30 or even 15 
min., it follows that the arc of circle of radius OIi approximates very 
closely a perpendicular erected on 01 1 at the point 1\, In other words, 
the difference in length between the vectors 01 p and 01 1 is equal to the 
projection of Up (or Ole) on O/i, and this may be written cos B + 
lo sin B; whence 




+ ly, (*os B + lo sin B 


and the true transformation ratio for any particular secondary burden is 


^ 4 " B -h Iq 


The magnetizing component lo of the total exciting current component is 
calc.ulated by the formula 

j __ ampere-turns required for the core /ico\ 

— (153) 

The “energy^' component of the exciting current is 


-© 


total power loss in core in watts 


here E, = induced secondary voltage. 
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It is only by keeping the current components lo and /«, very small in 
comparison with the total primary current that the ratio and phase angle 
errors can be kept within the required limits. This involves the use of 
the best quality of transformer iron and flux densities very much lower 
than those ordinarily used in power and distributing transformers. Fig¬ 
ure 178 may be used for calculating the ampere-turns required for flux 
densities up to 17,000 lines per sq in., and approximate values of the watts 
loss per pound of iron at 60 cycles may be read from Fig. 179. 

Iron-nickel alloys, known as nickel-steel, vary considerably in respect 
to their magnetic properties. Properly annealed hipernik (Westinghouse 



Ampere-turns per inch 

Fig. 178. Magnotization curves for low values of flux density. 

Electric and Manufacturing Co.) takes only about half the exciting 
ampere-turns required for the sample of nickel-steel from which Fig. 178 
has been plotted. Nickel-steel is much more costly than silicon-steel, 
but economy of weight and size may frequently justify its use for instru¬ 
ment transformers. 

The burden imposed on a current transformer by a single instrument 
(ammeter or wattmeter) may vary between about 0.6 volt-amp with 0.9 
power factor and 60 volt-amp with 0.5 power factor. The full-load 
secondary current is usually 5 amp. 

161. Illustrative Example. Design of Current Transformer for 
Watthour Meter. The specification for this transformer is given at the 
top of the design sheet shown on page 398. It is not possible to calcu¬ 
late the various items in the order in which they are recorded on the 
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design sheet, but so far as possible this order will be followed in working 
out the numerical values. ' » 

Items 1 to 5. Within certain limits, a large number of turns in the 
windings will tend to reduce the errors because the exciting current com¬ 
ponent in the primary will be a small percentage of the total current. 
We shall assume the total secondary ampere-turns to be 1,400. 

Since Ip = 200 and = 5, the number of turns are Tp = 7 and T, = 
280, but a very slight change in the secondary turns may be made later 
to compensate for ratio error. 



Fio. 179. Losses in transformer iron for low values of flux density. 


Assuming a core-type transformer as shown in section (Fig. 180), there 
is no serious objection to winding both primary and secondary on both 
limbs as in a distributing or power transformer. We shall, however, 
assume the winding to consist of a single coil containing both primary 
and secondary turns. 

Items 6 ^0 8. A high current density in the secondary should be 
avoided as it tends to increase the IR drop in the winding. This is 
apart from heating effects, which are not likely to give trouble on normal 
loads but may be very serious on momentary overloads such as occur in 
the case of short circuits on the primary system. 

Assuming current densities of 1,100 and 1,400 amp per sq in. in sec¬ 
ondary and primary, respectively, we have 5/1,100 = 0.00454 as the 
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DESIGN SHEET FOR INSTRUMENT CURRENT TRANSFORMER 
Specifications: ratio, 200/5; voltage of primary circuit, 6,600; 60 cycles 

^ . 1 u j f Volt-amperes * 3.5 

External burden-{ r x n oe 
I Power factor = 0.85 

Permissible limits of error over range from 10 to 100 per cent of rated 


current 


j Phase angle: 20 min 
I Ratio: 0.5 per cent 


Item 

No. 

Windings 

Primary 

Secondary 

1 

Secondary amp-turns. 

i 

1,400 

2 

Full-load current, amp. 

200 

5 

3 

Total number of turns. 

7 

279 

4 

Number of coils. 

1 

1 

5 

Turns per coil. 

7 

279 

6 

Current density, amp per sq in. 

1,420 

974 

7 

Cross section of conductor, sq in. 

0.141 

0.00513 

8 

Dimensions of conductor. 

0.44 X0.32 

No. 13 square 

9 

Number of turns per layer of winding. 

i 7 

43 

10 

Number of layers per coil. 

1 

7 

11 

Insulation between layers, in. 

None 

0.005 

12 

Mean length per turn, ft. 

0.95 

0.76 

13 

Total length of wire, ft. 

6.7 

213 

14 

Weight of copper, lb. 

3.6 

4.23 

15 

Resistance of secondary at 75®C, ohms. 


0.413 

16 

IR drop in secondary, volts. 


2.06 

17 

Total secondary burden, volt-amp. 


14.1 

18 

Power factor of total burdern (cos d) . 


0.991 


The Magnetic Circuit 


19 

20 

21 

22 

23 

24 

25 

26 

27 

Dimensions of window, in. 

Total flux (maxwells) at 100 per cent rating... 
Flux density in iron of core, lines per sq in.... 

Cross section of iron in core, sq in. 

Width of stampings in core, in. 

Gross thickness of core, in. 

Mean length of flux path, in. 

Weight of iron in core, lb. 

Sketch showing cross section through window.. 


4H by 1% 
3,780 
1,890 
2 
IM 

10 

Fig. 180 

Calculated Performance 

Full Burden 

Hofh Burden 

28 

Amp-turns per in. (from Fig. 178). 

0.35 

0.05 

29 

Watts per lb (from Fig. 179). 

0.0015 

0.000037 

30 

Component h of exciting current. 

0.628 

0.09 

31 

Component of exciting current. 

0.213 

0.0525 

32 

Phase angle by formula (151). 

+ 10' 

+14' 

33 

Per cent ratio error, by formula (152). 

0.21 

0.037 
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cross section of the secondary wire. From the wire table on page 431, 
we select No. 12 round wire with a cross section of 0.00613 sq in.; 
this area is approximately the same as a No. 13 square wire, which will be 
used. 

Before deciding upon the actual dimensions of the primary winding, 
which will probably consist of a fairly heavy conductor of rectangular 
section, it will be advisable to settle upon the approximate dimensions 
for the windows or opening to accommodate the windings. 

Items 19 to 24. By formula (134) we haves/ = 10/(30 + 6.6) = 0.273, 
but this should be reduced at least 10 per cent because of the small size 
of the transformer. We shall try sf = 0.24; whence, for an average cur¬ 
rent density of about 1,200, we have for the area of the opening in the core, 
H X D = (2 X 1,400)7(1,200 X 0.24) = 9.7 sq in. If the length H of 
the window is made equal to about twice the width Z>, we may try the 
dimensions H = 4J^:^ in. and D = 2J4 in. The width D may be altered 
later if necessary to accommodate the coils. 

A rough estimate must now be made of the core cross section in order 
that the lengths of wire in the windings may be calculated. The total 
flux in the core will depend upon the total voltage to be generated in the 
secondary and not only on the amount of the external burden. We shall 
assume the total burden (including secondary winding and connecting 
leads) to be 15 volt-amp which, with a secondary current of 5 amp, means 
that the flux in the core must develop 3 volts in the 280 turns of second¬ 
ary winding. Thus, 


3 X 10» 

4.44 X 60 X 280 


4,000 maxwells 


Very low flux densities must be used in order to avoid exceeding the 
limits of error as specified. If we use a good quality of silicon-steel, 
which is a cheaper material than nickel-steel, we may select a flux den¬ 
sity as low as B" = 2,000 lines per sq in. This leads to a core section 
about by IH which, with a stacking factor 0.89, makes the cross 
section of iron equal to 1.5 X 1.5 X 0.89 = 2 sq in. 

Items 8 to 14. For the primary winding we need a copper cross sec¬ 
tion of about 200/1,400 = 0.143 sq in. and, since we have to insulate for 
6,600 volts, we shall assume a winding layer 33^ in. long, leaving }/^ in. 
at each end between high-tension winding and core. Two strips in par¬ 
allel, each 0.44 by 0.16 in., wound one on top of the other to make one 
layer of seven turns will probably be satisfactory. The current density 
in primary is therefore 200/[2(0.44 X 0.16)] = 1,420 amp per sq in. 
For the secondary, the length of layer may be 3^^ in. There will be 
7 layers of No. 13 square dec wire with 0.005-in. paper between layers. 
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As a check on width of window opening, and in order to calculate 
length of wire, we have the total thickness of coil built up as follows: 


Insulation on core, and clearance / = 0.125 

Secondary coil consisting of 7 layers of wire with 0.005-in. paper 
between layers, and a small allowance for ^‘bulging” s = 0.75 

Insulation between primary and secondary, built up of press-board, 

varnished cambric, or flexible mica, and cotton tape (no oil ducts) = 0.15 

Primary coil, two layers of dec copper strip 0.16 in. thick, with allow¬ 
ance for bulging p — 0 45 

Insulation, primary to (*ore (same as ^ 7 ) 0 15 

Total « 1.625 in. 


With a window opening D = \% in., there should be plenty of room 
to accommodate the windings. The reason why this dimension is appre¬ 
ciably less than the estimated 23 -^ in. is that the windings are all on one 
limb instead of on both limbs as in power transformers, and also that 
solid insulation has been used and there are no ducts for oil circulation. 

The mean length per turn of primary is 0.95 ft, and of the secondary, 
0.76 ft. The weight of primary is 3.6 lb, and of secondary, 4.23 lb. 

Items 15 to 18. From the wire table on page 431, the resistance per 
1,000 ft of square No. 13 wire is found to be 1.846 ohms at 60°C. Whence 
the secondary resistance at 75°C is 1.846 X 0.213 X [(235 + 75)/(235 + 
60)] = 0.413 ohm, and the IR drop is 0.413 X 5 = 2.065 volts. Includ¬ 
ing connections between transformer and instrument, this drop might be 
2.2 volts. In order to calculate the total burden (internal plus external), 
we have for the instrument burden, IZ = 3.5/5 = 0.7 volt; IR = 0.7 X 
0.85 = 0.595 volt, and IX = 0.7 X 0.527 = 0.369 volt. If we assume 
the reactance of the secondary winding and leads to be negligible, the 
total IR is 2.795 and the total IX is 0.369. 

Tan 6 = 369/2,795 = 0.132; whence (from trigonometric tables) cos 6 
= 0.991 and sin 6 = 0.131. The total emf to be developed in the sec¬ 
ondary winding is 2.795/0.991 = 2.82 volts, and the total secondary bur¬ 
den is 2.82 X 5 = 14.1 volt-amp. 

Items 19 to 27. The corrected window dimensions are 43^^ by in. 

The total flux is 4> == (2.82 X 10®)/(4.44 X 60 X 280) = 3,780 max¬ 
wells; whence B" = 3,780/2 = 1,890 lines per sq in. when the secondary 
current has its full rated value of 5 amp. 

The mean length of flux path in the core is 2(43^^ + 1^^ + 3) = 1in. 

The weight of iron is 17.75 X 2 X 0.28 = 10 lb. 

Figure 180 shows a section through core and windings of the trans¬ 
former as designed. 

Items 28 to 31. From Fig. 178 we read the ampere-turns per inch for 
the iron (silicon-steel), about 0.35 for B" = 1,890, and 0.05 for B" = 189. 
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From Fig. 179 we read watts per pound = 0.0015 for B" = 1,890. It is 
practically impossible to read the losses at one-tenth rated burden from 
this curve, but by assuming the iron loss to vary as B*-*, we have, for 
B" = 189, watts per pound = 0.0015 X (Ho)*'* “ 0.000037. 

In calculating the magnetizing current component we shall make no 
allowance for joints in the magnetic circuit because the reluctance of the 


x-Primary 

■■■■■■■■■ > Insulation 

SSSSSSSSS Secondary 
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joints is negligible at very low flux densities. Then, by formula 
at full load, 


lo 


17.75 X 0.35 
V2 X 7 


0.628 amp 


(153), 


and at one-tenth load, /„ = 0.09 amp. 
By formula (154), at full load. 


T .AW 10X0.0015 
/„ = 40 X-o-oo- = 0.213 amp 


2.82 


and at one-tenth load, 


T .A w 10 X 0.000037 - 

/» = 40 X-0282- “ 0.0525 amp 


0.282 
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Item 32. By formula (151), the tangent of the phase angle with 100 
per cent rated current is 


tan a = 


0.628 X 0.991 - 0.213 X 0.131 
40 X 5 


0.00298 


whence a = + 10 '. 

Similarly, with one-tenth rated current, we have tan a = 0.0041 and 
a = +14'. 

These results are well within the specified limit of 20 min. 

Item 33, If we leave the secondary winding unchanged with 280 turns, 
the ratio with full-rated current, by formula (152) 

7p , 0.213 X 0.991 + 0.628 X 0.131 
+- 5- 

and with one-tenth rated current, 

/p , 0.0525 X 0.991 -|- 0.09 X 0.131 

+-(B- 

the maximum percentogfc ratio error being 100 X (0.128/40) = 0.32 which 
is well within the specified limit of 0.5 per cent. If desired, this error 
can be reduced by altering the number of secondary turns. Thus, if we 
remove one turn of the secondary, the compensation for ratio error is 
27^ — 40 = —0.143, which makes the actual ratio at full load equal to 
39.916 and at one-tenth load, 39.985, the percentage errors being 0.21 and 
0.037 respectively. 

Since the calculated performance of this transformer is somewhat better 
than that called for in the specification, it is possible that some saving of 
material might be effected ( 1 ) by reducing the number of primary turns 
from 7 to 6 without decreasing the core section, or ( 2 ) by leaving the 
number of turns unchanged and slightly decreasing the core section. 
The greatest saving in weight would be obtained by using nickel-steel 
instead of silicon-steel for the transformer core. 

Effect of Overload on Temperature of Windings. A short circuit may 
cause the current through the primary windings of current transformers 
to be from fifty to one hundred times the rated full-load value, and, unless 
the circuit breakers interrupt this current in a very short interval of time, 
the instrument transformer may burn up. This is apart from possible 
mechanical injury which will be considered in the following chapter. 

In order to calculate the maximum length of time during which such a 
condition may exist without damage from overheating, it is usual to neg¬ 
lect the very small amount of heat which will be dissipated by surface 
radiation and consider merely the thermal capacity of the coils. 

Assuming that a temperature above 180°C would be injurious to the 
insulation, and that the copper temperature is 75®C under normal oper- 


is 

= 40 + 0.059 

= to + 0.128 
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ating conditions with 200 amp in primary, the permissible rise of temper¬ 
ature is 180 — 75 = 105°C. f 

The primary copper loss when the current is 200 amp at a density of 
1,420 amp per sq in. may be calculated by formula (131) in Art. 130. 
Thus, at 75®C, the loss in the primary coils is 3.6 X [2.57(1,420) VlO®] = 
18.6 watts. The permissible watt-seconds per pound of copper are calcu¬ 
lated as explained in Art. 64, and, since 177 watts will raise the temper¬ 
ature of 1 lb of copper 1 ®C in 1 sec, the permissible amount of heat which 
can be stored in the primary coil before the temperature becomes exces¬ 
sive is 177 X 3.6 X 105 = 66,800 watt-sec. 

Suppose that, under short-circuit conditions, the current through trans¬ 
former primary may be fifty times normal, or 200 X 50 = 10,000 amp. 
The rate at which energy in the form of heat is being stored in the copper 
will be 18.6 X (50)^ = 46,500 watts, and since 66,800/46,500 = 1.435 sec, 
this is the maximum time during which the short-circuit current may pass 
through the coil without damage to the transformer. 

TEST PROBLEMS 

1. Given a single-phase transformer: number of primary turns * 1,400; frequency 

= 60; flux in core — 600,000 maxwells. Calculate the full-load current in the 
secondary (low-pressure) winding when the output is 7.5 kva, the ratio of transforma¬ 
tion being 10 to 1 . Ans, 33.5 amp. 

2 . Calculate the total magnetic flux in a 60-cycle transformer in which the induced 

emf is 2 volts per turn of winding. Arts. 750,000 maxwells. 

3. A single-phase transformer connected to a 2,300-volt 60-cycle circuit has 1,100 
turns in the primary winding. The cross section of the iron core measures 3 by 4.5 in. 
Calculate the maximum flux density on the assumption of a stacking factor of 0 . 86 . 

Ans, 67,500 lines per sq in. 

4. Calculate the amount of flux in the core (under the windings) of a 25-kva single¬ 

phase transformer, given the following particulars: full-load secondary current 
111 amp; frequency * 60; transformation ratio = 10 to 1 ; number of primary turns 
(high-tension side) = 750. Ans, 1,125,000 maxwells. 

6 . The current densities in the primary (high-tension) and secondary (low-tension) 
windings of a transformer are 1,200 and 1,500 amp per sq in., respectively. The 
ratio of transformation is 10 to 1 , and the mean length per turn of the primary is 
10 per cent greater than that of the secondary. Calculate the resistance of the 
secondary winding, given that the primary resistance is 8 ohms. Ans. 0.091 ohm. 

6 . In a transformer having a 10 to 1 ratio, the copper losses in the primary are 

15 per cent less than in the secondary. The resistance per turn of the primary is 
0.00394 ohm, and there are 1,485 more turns in the primary than in the secondary. 
Calculate the resistance of the secondary winding. Ans. 0.0765 ohm. 

7. Given a transformer connected to a constant pressure system at a frequency of 
60 cycles, would the losses in the iron be greater or smaller if the frequency were 
changed to 25 cycles? Give reasons. 

Ans. Greater, because the reduction in the number of flux reversals does not 
compensate for the increase of loss per pound per cycle due to the greater flux in the 
core. 
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8 . Given a single-phase transformer connected to an 11,000-volt circuit; total iron 

loss = 400 watts; ampere-turns to produce maximum core density = 350; number of 
primary turns = 1,700. Calculate the current in the primary windings when the 
secondary is open-circuited. Ans, 0.15 amp. 

9. Given that the exciting current of a 20-kva single-phase transformer on a 2,200- 

volt circuit is 5 per cent of the full-load current, and that the core loss is 0.9 per cent 
of the rated kilovolt-ampere output. Calculate the “wattless” or magnetizing 
component of the exciting current. Ans. 0.4475 amp. 

10. The prinuiry winding of a transformer connected to a 2,200-volt circuit consists 
of two coils which may be connected in series or in parallel. When they are in series, 
with secondary circuit open, the primary current is 0.32 amp and the power input is 
150 watts. Calculate the no-load current and power factor when the primary coils 
are connected in parallel on a 1 , 000 -volt circuit of the same frequency. 

Ans. Current = 0.04, power factor = 0.213. 

11. The net cross section of iron in the core of a single-phase transformer is 9 sq in., 

and the mean length of the magnetic circuit is 36 in. The flux density is 61,600 lines 
per sq in. and the permeability /x = 2,400. The core loss is 0.8 watt per lb, and the 
transformer is connected to a 2,300-volt 60-cycle circuit. Cahmlate (a) the magnetiz¬ 
ing component, ( 6 ) the “in-phase” component of the no-load primary current. 
Neglect the effect of joints in the magnetic circuit, and take the weight of a cubic 
inch of iron as 0.28 lb. Ans. (a) 0.131 amp, ( 6 ) 0.0316 amp. 

12. Giv(‘n a 10-kva transformer with full-load losses amounting to 70 watts in the 

iron and 140 watts in the copper. Calculate the efficiency at half load (unity power 
factor). Ans. 0.979. 

13. Given a 3-kva transformer with an efficiency of 95.5 per cent at half load (unity 

power factor), and a copper loss of 90 watts at full load. Calculate the iron loss in 
watts. Ans. 47.5. 

14. Given that the full-load copper losses are exactly twice the iron losses in a 50-kva 

transformer, and that the quarter-load efficiency is 96.5 per cent. Calculate the 
full-load efTiciency at unity power factor. Ans. 0.977. 

16. Given the following particulars in connection with a single-phase transformer: 
full-load output == 2,000 kva; primary volts — 66 , 000 ; secondary volts = 2 , 200 ; 
resistance of primary windings = 8.6 ohms; resistance of secondary windings ~ 
0.0095 ohm; core loss = 14,000 watts. Calculate the efficiency at one-quarter load 
with unity power factor. Neglect effect of exciting current. Arts. 0.971. 

16. Calculate the efficiency of a 25-kva transformer when operating at one-half 

maximum current output on a load of 0.7 power factor, given that the iron loss is 
0.8 per cent of the rated output on unity power factor, and the full-load copper loss 
is 360 watts. Ans. 0.968. 

17. Given a 30-kva transformer with core loss = 160 watts, and copper loss at half 

load == 85 watts. Calculate the all-day efficiency on a 4-hr basis (f.c., 4-hr full load 
and 20-hr no load). Ans. 0.958. 

18. Calculate the all-day efficiency of a 100 -kva transformer operating under the 

following conditions: 6 hr on a load of 50 kw at 0.73 power factor; 3 hr on a load of 
90 kw at 0.82 power factor; 15 hr with no load on secondary. The iron loss is 1,000 
watts, and the full-load copper loss is 1,060 watts. Ans. 0.95 (nearly). 

19. On the basis of a 4-hr full load and a 20-hr no load, the all-day efficiency of a 

10-kva transformer is 0.947. The full-load copper losses (at unity power factor) 
are 140 watts. Calculate the core loss in watts. Ans. 70. 

20 . Calculate the percentage regulation on a load of unity power factor of a trans¬ 
former having 2.5 per cent resistance drop and 11 per cent reactive drop. 

Ans. 3 per cent (approx). 
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21« Given a 100-kva transformer with a 5 to 1 transformation ratio, and secondary 
(low-pressure) terminal voltage of 6,600 at full load/ The “equivalents^ primary 
resistance is 330 ohms, and the total leakage reactance is 1,000 ohms. Calculate the 
percentage regulation on unity power factor. Am, 3.5 per cent (nearly). 

22 . Calculate the total equivalent remtancey in terms of the primary winding, of a 
10 to 1 ratio transformer in which the primary copper loss is 20 per cent greater than 
the secondary copper loss, given that the resistance of the secondary (low-tension) 
winding is 1.5 ohms. Am, 330 ohms. 

28. With 100 amp taken from the terminals of a certain transformer connected to a 
25-cycle primary supply circuit, the resulting total reactive drop is 5 per cent. Calcu¬ 
late the percentage reactive drop if the same transformer is rewound with 15 per cent 
more turns in both windings and connected to a 60-cycle circuit with a load drawing 
110 amp from the secondary winding. Assume the terminal voltage and the dimen¬ 
sions of all leakage paths to remain unaltered. Am, 17.5 per cent. 

24. A 750-kva 60-cycle transformer, with primary wound for 66,000 volts, gives the 
following readings on short-circuit test (secondary winding short-circuited): volts at 
primary terminals = 2,200; primary current = 9 amp; watts = 4,500. Calculate 
(a) the reactive pressure drop in volts under working conditions with full-load current 
drawn from secondary, (6) the per cent regulation under the load condition which 
makes this a maximum, (c) the power factor of the load which produces this condition. 
Neglect the core loss and exciting current component in using the test data. 

Am, (a) 2,700 volts, (b) 4.22 per cent, (c) 0.227. 

25. A certain transformer is found to have a current of 16 amp in the primary 

circuit when the secondary is short-circuited and 1,300 volts at normal frequency 
are applied across the primary terminals. The power input under this condition is 
4,500 watts. Calculate the reactive pressure drop in volts with full-load current 
under normal working conditions, given that the total full-load copper losses are 9,000 
watts. Ans, 1,795 volts. 

26. Given that gal of water per minute passing through cooling pipes in a trans¬ 

former tank is required for every kilowatt of heat loss , and that 1 sq in. of pipe surface 
must be provided for every watt passing through the cooling coil from the heated oil 
to the water. Calculate (a) the length of 1-in. copper tube required to construct a 
cooling coil to dissipate 3>^ kw, (h) the velocity of the water in the pipe. {7^ gal “ 
1 cu ft) Am, (a) 93 ft, (6) 214 fpm. 



CHAPTER 13 


MECHANICAL DESIGN OF ELECTRICAL 
MACHINERY 


162. Relation between Mechanical and Electrical Machine Design. 

In a book dealing with the elements of electrical machine design, a 
detailed study of the mechanical design of electrical machinery would be 
out of place. Many details of design, especially of machines for large 
outputs and high speeds, should preferably be left to competent mechani¬ 
cal engineers; but the electrical engineer should know enough about the 
strength and stiffness of materials, and the manner in which the various 
parts of a machine are proportioned to avoid overstressing and over¬ 
straining these materials, so that the machine for which he had made the 
electrical calculations shall be mechanically and economically satisfac¬ 
tory. The authors are of the opinion that the designer cannot be quite 
certain that his design is practical and suitable for its purpose unless he is 
able to produce a sketch or drawing covering the essential features of the 
design. It is particularly important that he should be able to make neat 
dimensioned sketches of machine parts, because, in addition to the practi¬ 
cal value of this accomplishment, it is an indication that he has a clear 
conception of the actual or imagined thing and can make his ideas intelli¬ 
gible to others. 

This chapter is not intended to provide the elementary training in 
mechanical engineering which is necessary to every electrical engineer, 
and for this reason the derivation of all rules and formulas has not been 
given. 

The first two of the following articles deal with the forces exerted by a 
magnetic field on current-carrying conductors, and the unbalanced pull 
in dynamos, both of which illustrate the close connection between the 
mechanical and electrical problems which have to be considered in design¬ 
ing electrical machinery. 

163. Mechanical Forces on Current-carrying Conductors in a Mag¬ 
netic Field. In electrical machines and apparatus, whether dynamos 
or transformers, which generate or convert large amounts of power, the 
mechanical forces, due to the greatly increased leakage flux which occurs 
under conditions of heavy overload or short circuit, may be sufl5cient to 

406 
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displace or bend conductors and coils unless these are suitably braced and 
secured in position. ^ 

The absolute unit of current may be defined as the current in a wire 
which causes 1-cm length of the wire, placed at right angles to a mag¬ 
netic field, to be pushed sidewise with a force of 1 dyne when the density 
of the magnetic field is 1 gauss. 

Since the ampere is one-tenth of the absolute unit of current, we may 
write 

^ 10 

where F = force in dynes 

B = density of the magnetic field in gauss 

I = current in the wire, amperes 

Z = length of the wire, centimeters in a direction perpendicular to 
the magnetic field 

It follows that the force tending to push a coil of wire of T turns bodily 
in a direction at right angles to a 
uniform magnetic field of B gauss 
(see Fig. 181) is 

F = dynes 

If both current and magnetic 
field are assumed to vary periodi¬ 
cally according to the sine law, 
passing through corresponding 
stages of their cycles at the same 
instant of time, we have the condi¬ 
tion which is approximately repro- 
duced in the practical transformer ® ^ 

where the leakage flux passing 

through the windings is due to the currents in these windings. Since 

the instantaneous values of the current and flux density will be I _ 

sin d and Bj^j, sin By respectively, the average mechanical force acting upon 
the coil may be written 

Force = 1 T sin^ e dd = dynes 

10 TT Jq 10 X 2 

If the flux density is not uniform throughout the section of coil con¬ 
sidered, the average value of B — should be taken. Let this average 
value of the maximum density throughout the cross section of the coil be 
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denoted by the symbol Then, since 1 lb = 444,800 dynes, the 

expression for the average force tending to displace the coil is 

- wfe «> 

Except in a few special cases, the calculation of the leakage flux is not 
an easy matter, and the value of -8am in formula (155) cannot always be 
predetermined exactly, but it can usually be estimated with sufficient 

accuracy for the purpose of the 
designer who requires merely to 
know approximately the magnitude 
of the mechanical forces which have 
to be resisted by proper bracing of 
the coils. 

For the special case of trans¬ 
former windings, a more convenient 
formula than (155) can be de¬ 
veloped. Thus, in Fig. 182 the 
upper sketch shows a section 
through a group of primary and 
secondary windings which may be 
considered as a high-low group with 
{TI) amp-turns in each winding, 
whether primary or secondary. 
The lower figure represents approxi¬ 
mately the manner in which the 
leakage flux density is distributed 
through the coils. The maximum 
value is easily calculated by assum¬ 
ing that the mmf acts upon an air path of length h centimeters and of 
cross section 1 sq cm in the gap between the coils; whence, 

8max = 0.47rT(\/2 I) i gauss 

The density referred to as in formula (155) will be Bmax (see 
Fig. 182), and when this substitution is made in formula (155) we obtain 
for the average force acting on a portion of coil of depth h and length 1: 

Force = - lb (166) 

where Z and h must be expressed in the same units. It is important to 
bear in mind that, in this formula, T is the number of turns in either the 
primary or secondary winding of a single high-low group. Thus, if Tp 



Fig. 182. One high-low section of trans¬ 
former \\ Hiding. 
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and r, stand for the total number of turns in primary and secondary, 
respectively, and n is the number of high-low groups, T = Tp/n when I is 
the current in the primary, and T == TJn when I is the current in the 
secondary. 

Example. Using data from the design of current transformer of Illus¬ 
trative Example of Art. 151, we shall calculate the pressure which tends 
to force apart the primary and secondary coils. Consider a portion of 
the winding 1 in. long, as indicated in Fig. 183. The width of the pri¬ 
mary coil (measured perpendicularly to the cross section of Fig. 183) is 
33-^ in., and the number of turns is 7. Under normal full-load conditions, 
the current is 200 amp, and we shall suppose that, at the instant of short 
circuit, this current may be fifty times 

normal, or 10,000 amp. I Primary W(nding^‘''\ 

The force acting on the section of coil 
of length Z = 1 in. and width h = 3^^ in., C Nnsulation^^^k \ 
tending to push it away from the core, is, ^^^^nda^^ding ^ \ 

by formula (156), ^ \ 

^ 1.41(10,000)2 X 72 X 1 iu "T . 

Force =- vi o - = 1^4 lb , Transformer 

10’ X 3.75 I core 

In this calculation, the reluctance of I- 

the flux paths in the air outside the section ) 1 ♦ ml 

of width h = in. has been considered c ^ ^m j 

negligible; but, although it is not possible * —/ 

to calculate exactly the mechanical forces \ 

tending to deform or displace the wind- '■---^ 

... -j i. XU x i.T» u 183. Illustrating mechanical 

mgs, It IS evident that these may be very tran.formor coils. 

great and that proper bracing of the coils 

is often necessary to prevent mechanical injury when abnormal overloads 
occur in the primary circuit of current transformers. 

164. Unbalanced Magnetic Pull. When the rotating portion of an 
electric generator or motor is exactly in the center of the stationary ring 
of poles or stator stampings, as the case may be, the radial pull of all the 
poles on one side of a diameter is exactly balanced by the pull of the 
poles on the opposite side. If from any cause, such as improper assem¬ 
bly of parts or wear of bearings, the rotor is out of center mth the stator, 
there will be an unbalanced magnetic pull tending to draw the rotor over 
toward the side where the air clearance between pole and armature is 
smallest. 


Fig. 183. Illustrating mechanical 
forces acting on transformer coils. 


Knowing the total flux per pole and the area under the pole face, it is 
an easy matter to calculate the approximate pull per pole with normal 
(or average) air gap. Then, with the same ampere-turns on the pole, 
the pull when this air gap is slightly increased or decreased may be calcu- 
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lated by neglecting the effect of changing permeability of the iron, and 
assuming that the flux density in the air gap varies inversely as the length 
of the gap Let P = pull in pounds per pole when the air gap is of 
normal, or average length 6^ and let g = length of air gap as modified by 
displacement of rotor center, then pull per pole == P{b/gy lb This is the 
pull exerted radially (^ e , in the direction of the axis of the pole) If 
the displacement of the rotor is vertically downward, as indicated in Fig 
184, the vertical (omponent of the pull will be P{b/gy sin 6, where 6 is the 
angular position of the pole with reference to the horizontal diameter 


e-7r 


A' 

Fig 184 Fig 185 

Figs 184 and 185 Diagrams illustrating unbalanced magnetic pull on rotor 

Let a = vertical displacement of rotor center, then the length of gap 
at the top IS = 5 + a, and at the bottom, g = 8 — a When the angle 
between the center line of the pole and the horizontal diameter is 6, the 
length of air gap is = 5 ± a sin 0 The resultant downward pull of any 
pair of poles situated at equal distances above and below the horizontal 
diameter is, therefore. 

Difference of pull between two' 
equidistant poles above and 
below the axis of reference 

- (j-jy -lb (157) 

\5 + a Sin 0/ J 

A close approximation to the quantity in brackets when a is small rela¬ 
tively to 8 IS (4a sin ^)/5, so that the simplified expression becomes 


= P sin 6 


» Y 

\5 — a sin $/ 



Bore of stator 



Air gap 


Resultant pull per pair of poles 
occupying similar positions on 
opposite sides of reference axis ^ 


= P X 4 Bin* e lb (168) 
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Example—Unbalanced Magnetic PuU, The following data are given in 
connection with a 75-kw 4-pole generator: 

Poles centered along axes 45® with the vertical 
formal air gap equivalent= 0.222 in. 

Area under one pole face = 106 sq in. 

Flux density under center of pole = 48,800 lines per sq in. (approx) 


It is desired to calculate the unbalanced magnetic pull on the armature 
under open-circuit conditions, assuming the center line of the shaft to be 
displace^i from the center of the pole faces, ( 1 ) when this displace¬ 

ment is vertically downward, and ( 2 ) when the displacement is at an 
angle of 45® with the vertical (i.e., along the diameter which passes 
through the axis of two opposite poles). 

On account of the falling off of the flux density near the pole tips (see 
Fig. 60) we shall use a slightly smaller value of air-gap density in these 
calculations, (say) 47,500 lines per sq in.* 

Since the magnetic pull in an air gap is P = Bf, A/72 X 10 ®, where 
B„ is the flux density in lines per square inch, and A is the area of the 
pole face, 


_ (47,500)2 X 106 
72 X 10® 


3,320 lb 


With 6 = 45®, sin d = 0.707; whence, by formula (158), the resultant pull 
per pair of poles is 

3,320 X 4(0.707)^ X 3 ^ = 935 lb 

and, since there are two pairs of similarly placed poles, the total resultant 
unbalanced pull is 935 X 2 = 1,870 lb. 

Using the same formula for one pair of opposite poles with 6 = 90® 
and sin ^ = 1 , we obtain the same result as for case ( 1 ), namely 1,870 lb. 

It is customary to make frames and shafts of sufficient stiffness to per¬ 
mit of an unbalanced pull approximately equal to the weight of the com¬ 
plete rotating part. 

Formulas (157) and (158) take no account of magnetic saturation in 
the iron portions of the circuit, but, when the air gap is decreased, this 
will result in the available mmf across the air gap being less than with 

♦ If the values of flux density vary considerably over the armature surface under 
the pole face, as, for instance, in a-c generators under all conditions of loading, and d-c 
machines under heavy load when the flux distribution is distorted by the armature 
mmf (see curve C, Fig. 60), it would be necessary to calculate the pull for several small 
areas over which the flux density is approximately jjp^tant and then add these 
together to obtain the total pull per pole. As an alternative it may sometimes be 
possible to obtain mathematically an expression for the square root of the mean 
square of thu flux density under the pole face for use in the pull formulas. 
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the normal gap, so that the flux density will not be exactly inversely pro¬ 
portional to the gap length. The effect of iron saturation may be taken 
into account, but, with a small displacement of the rotor, it is customary 
to neglect it, merely bearing in mind that the method outlined above 
gives a value for the unbalanced pull somewhat greater than it is likely 
to be in practice. 

There are other causes which tend to reduce the amount of the unbal¬ 
anced pull. Thus, if the armature winding is provided with local closed 
paths of low resistance, as in multiple-wound d-c dynamos with equalizer 
rings, the larger currents in the conductors where the gap is smallest will 
have a demagnetizing effect upon the poles and so to some extent will 
counteract the flux variations and reduce the amount of the unl)alan(*ed 
pull. 

The formulas developed for calculating the difference of pull per pair 
.of symmetrically placed poles may be easily modified to render them 
applicable to machines without salient poles, such as induction motors, 
or to machines having a large number of salient poles. The simplest of 
the two formulas [f.e., formula (158)] is sufficiently accurate for most 
practical purposes, and, if we use the symbol I\ to represent the average 
pull per unit area of air-gap surface between stator and rotor with normal 
length of air gap, we have 



where P = pull per pole, as already defined 
p = number of poles 

R = radius of circle through polar surface 
la = axial length of polar surface (or armature) 


The difference of pull between two small elements of pole surface of 
width RdS and length ia, situated at an angle 6 respectively above and 
below the diameter normal to the displacement a (see Fig. 185), is 
PJtdBla X 4 sin^ 6{a/S), and the summation of all such component forces 
for values of 6 between 0 = 0 and 0 = ir will be the total resultant pull. 
Thus, 


Total unbalanced pull = 4PsRla 




sin^ Odd 


= 2T]tlaP. X 7 
0 



(159) 


156. Design of Stator Frames. The possibility of unbalanced mag¬ 
netic pull which has been discussed in the preceding article suggests that 
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ample strength and stiffness are required in the yoke rings or housings 
which support the poles of d-c dynamos and the stator stamping^ of 
alternators and a-c motors. 

The yoke ring of a d-c dynamo must be of sufficient cross section to 
carry the flux, and sketch a (Fig. 186) shows a cross section which will 
generally be satisfactory for a small machine. The width w is usually 
made wider than the pole cores so as to cover and afford protection to 
the field coils. The radial depth h is then calculated to give the cross 
section required for the magnetic circuit. In larger machines, the thick¬ 
ness h might be so small relatively to the diameter Df that the frame 



would not be sufficiently rigid; but, by putting the required amount of 
metal into a cross section of the form shown at h or c, the stiffness of 
the yoke ring is increased. The section d shows a box-section frame for 
alternator or a-c motor which combines stiffness with lightness (z.c., the 
material is so disposed in the cross section that a rigid frame is obtained 
with comparatively thin walls of metal). It is important that the dimen¬ 
sion h should not be too small, and it should increase as the diameter Df 
increases. The depth h is usually from one-fourteenth to one-tenth of 
the internal diameter D/. A convenient rule for the purpose of approxi¬ 
mating over-all dimensions is 

A = 1.5 4- ^ in. 

where Df is the internal diameter in inches. 
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For the thickness of metal in cast frames, we may use the formula 


t = 0.25 + 0.01 Df in. 

for frames up to 100 in. in diameter. For larger diameters add 0.15 in. 
to the thickness of metal for every 20-in. increase in diameter over 100 in. 

The sketch e (Fig. 186) shows how the necessary stiffness may be 
obtained in large dynamos by combining the box section of d with the 
wide but thin section which would be satisfactory magnetically but not 
mechanically. 

During recent years, great advances have been made in replacing cast¬ 
ings by electrically welded steel plates and structural sections. Not only 
the supporting frames of the type illustrated by sketch d (Fig. 186), but 
also bed plates, rotor spiders, and even the bearing pedestals are now 




Fio. 187. Poles and pole shoes of d-c dynamo. 

frequently constructed of welded steel parts. The design of such parts 
should be undertaken only by experienced mechanical engineers, because 
the problems to be solved involve questions of adequate stiffness in addi¬ 
tion to strengthj and an arc-welded generator or motor is not merely a 
machine of the older type in which the cast-iron parts have been replaced 
by built-up steel parts of the same shape. The designer must not be 
influenced by previous practice with cast-iron parts. 

Among the advantages resulting from the replacement of castings by 
welded steel structures are (1) saving the cost of patterns, (2) saving 
space and expense of storing patterns, (3) more reliable construction, 
since there is always a possibility of failure from internal strains, blow 
holes, or other hidden defects in castings, (4) considerable reduction in 
weight and saving in shipping costs. 

156. Pole Cores and Pole Shoes. In small dynamos the poles are 
sometimes cast solid with the yoke. The cross section of the pole core is 
then usually circular or elliptical in shape, and the pole shoes—preferably 
built up of sheet-iron punchings- -are secured to the machined surface of 
the pole core generally as indicated at a (Fig. 187). When the complete 
pole is built up of sheet-iron punchings, it may be secured to the yoke 
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ring as indicated at b. There are many oth^r ways of securing pole 
shoes and pole cores to the frame, the aim being, in all cases, to obtain 
good magnetic joints and provide for the easy removal and replacement 
of field coils. 

Figure 188a shows solid poles dovetailed into the rotor casting. The 
dovetails are made a good fit and the poles are pressed into the rotor 
body. Keys may be provided in slow-speed machines, and they facili¬ 
tate the removal and replacement of the poles, but they tend to increase 
the stresses and are rarely used in high-speed machines. The castings 
between the coils are provided in large, high-speed machines to support 
the coils and prevent deformation under the action of centrifugal force. 



Fig. 188. Methods of securing poles to rotor casting. 

They do not extend over the whole area of the coil side but are placed 
with suitable intervals, leaving unsupported portions of the windings 
between them. 

Figure 1886 shows one form of construction for securing laminated 
poles to the machined surface of the rotor body. 

167. Shafts and Bearings. The diameter of a shaft for an electric 
generator or motor is determined by considerations of stiffness (t.c., 
ability to resist deflection due to the weight of rotor or unbalanced mag¬ 
netic pull) rather than strength to transmit power by torsion. If the 
diameter of the shaft were no larger than necessary to transmit the 
torque, it would be too small to withstand the forces tending to deflect it; 
in other words, it would bend to such an extent that unsatisfactory run¬ 
ning conditions would result. It is, therefore, mainly as a beam of cir¬ 
cular cross section that the shaft should be considered, and, since the 
deflection of such a beam varies directly as the cube of the span and 
inversely as the cube of the diameter, it follows that the shaft diameter 
should bear a definite relation to the distance between bearings. 
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Since the weight of rotor and the corresponding span or distance 
between bearings will not vary much in different designs of machines 
for the same output and speedy it is possible to determine approximately 
the size of shaft required without exact information regarding weight of 
rotating parts and distance between bearings. A convenient formula for 
the diameter of horizontal solid steel shafts for electric generators is 

Diameter - 0.84 i„. (160) 

\ rpm 

An approximate dimension for the maximum shaft diameter is thus 
obtained. It should be checked with formulas to be found in the hand¬ 
books for mechanical engineers after the distance between bearings and 
the amount and distribution of the loads are known. 

Journal Diameters—Length of Bearings, The diameter of the shaft in 
the bearings is something less than the maximum diameter near the 
center where it passes through the rotor hub or armature core. When 
the maximum diameter is (i in. and upward, a good rule is to make the 
journal diameter 2 in. smaller than the maximum diameter. In the case 
of small shafts, the journal diameter should he about two-thirds of the 
diameter at center. The length of bearing in dynamos and alternators is 
about 2^^ times the diameter. 

168. High-speed Rotors—Centrifugal Force. When a body of weight 
W lb revolves at the rate of N rpm at a distance li ft from the axis of 
rotation, the centrifugal force is 

F - 0.0008411^/^^2 lb (161) 

The radius It is the distance between the axis of rotation and the center 
of gravity of the body. This formula has a direct application in the 
calculation of bolt diameters when the salient poles of an a-c generator 
are secured to the rotor body in the manner illustrated by Fig. 1886. 
It is assumed that there is no force tending to bend the bolts, but that 
they have merely to withstand the outA\ard pull in the direction of the 
radius passing through the center of gravity of the pole. The cross sec¬ 
tion of the bolt or bolts should be such that the stress at the normal 
working speed does not exceed 15,000 lb per sq in. for mild-steel bolts. 

Effect of Dovetails, When the pole is dovetailed into the rotor body 
in the manner illustrated by Fig. 188a, the direct radial pull over the 
cross section of width a is calculated by means of formula (161). If the 
pole is built up of steel laminations, the stress should not exceed 10,000 
lb per sq in. 

The calculation of the stress over the cross section S (Fig. 189) is not 
so easily made. It is desired to calculate the force OF due to the cen- 
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trifugal pull of the poles on each side of the crpss section S, Each pole 
pulls with a force AP in the direction of the radius through the center of 
gravity of the pole, and the magnitude of this force is easily calculated 
by means of formula (lOl). This force exerts a pressure AF normal to 
the surface of the dovetail, the angle of which is The amount of this 
force is, therefore, AF = }^'^AP/cos B. If there are p poles on the rotor, 
the angle PO'F is ecjual to (180/p)°. It follows from the vector con¬ 
struction of Fig. 189 that the angle AFB is equal to ^ — (180/p); whence 



Fio. 189. Diagram illustrating stresses when poles are dovetailed into rotor body. 

the total force acting normally to the cross section S, due to the pres¬ 
sure exerted by the poles on each side of the section considered, is 

OF = 2BF = 2AF cos (^6 - 

and, since AF = }^ 2 AP/qos 6, we have finally 

OF = total radial pull por pole X ~ (162) 

cos 6 ^ 

In addition to this pull, the centrifugal force due to the small portion of 
the rotor body above the cross section considered should be taken into 
account. 

The formula (102) may be used for calculating the stresses in the teeth 
of cylindrical rotors, such as the field magnets of turbo-alternators. 
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NUMERICAL EXAMPLE 

Mechanical Stress at Root of Rotor Teeth, Using data obtained from 
the turbo-alternator design of Illustrative Example of Art. 91, we shall 
calculate the stress at the root of the rotor teeth when the machine is 
running at the normal speed of 1,800 rpm. 



Fig. 190. Rotor tooth of turbo-alternator designed in Illustrative Example of Art. 91. 

Figure 190 gives the dimensions of the rotor tooth and slot, the angle of 
the wedge being taken as G0°, which is usual. Other required data are: 

Speed = 1,800 rpm 
Number of rotor teeth = 32 
Weight of wedge per inch length = 0.7 lb 
Radius of center of gravity of wedge = 1.545 ft 
Approximate weight of windings in one slot, per inch length of slot = 
1.5 lb 

Radius of center of gravity of windings = 1.345 ft 
Weight of one tooth per inch length of rotor = 23^ lb 
Radius of center of gravity of tooth = 1.41 ft 
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The direct radial pull per inch length of rotor, as calculated by formula 
(161), is ' 

For the tooth, 0.000341 X 2.25 X 1.41 X (1,800)* = 3,500 lb 
For the wedge, 1,200 Ib (approx) 

For the contents of one slot, 2,230 lb 


The centrifugal pull of the wedge and contents of slot exerts a pres¬ 
sure at the top of the tooth in a direction perpendicular to the side of 
the wedge. The resultant pull in the direction of the radius passing 
through the center of the tooth is obtained by combining the forces in the 
manner explained in connection with Fig. 189, so that we may use for¬ 
mula (162) with the angle 6 = 60®, and the angle (180/p) = (180/32) = 
5®, 37 min. The resultant force due to the wedge and slot winding is, 
therefore, 

cos (60® ~ 5® 37') 


(1,200 + 2,230) X 


cos 60® 


= 4,000 lb 


The width of tooth at the root is 1.2 in. and the stress in the metal is, 
therefore, (4,000 + 3,500)/1.2 = 6,250 lb per sq in. This value is less 
than half the permissible maximum stress at normal speed, which indi¬ 
cates that there is an ample factor of safety. 

The width of the rotor tooth at the top where it is undercut to accom¬ 
modate the wedge is about IJ^ in., from which it is obvious that the 
stress at this point will not be excessive not only because the cross sec¬ 
tion here is nearly as large as at the root of the tooth, but also because 
the total pull is less by the amount of the centrifugal force acting on the 
portion of the tooth below the cross section considered. 

Bursting of Rotor Rims—Binding Wire on Armatures. When formula 
(161) is applied to every part of the rim of a flywheel, and all the com¬ 
ponent forces are resolved in a single direction perpendicular to a diam¬ 
eter, a new formula is obtained which gives the tension in the rim. This 
is simply the total centrifugal force as expressed by formula (161) divided 
by 2ir\ whence 

Total tension in flywheel rim = 0.00005427 lb (163) 

where W = total weight of rim in pounds 
R = mean radius in feet 
N = number of revolutions per minute 
The maximum stress will be in the metal near the outer surface of the 
rim where the velocity is highest. If D is the outside diameter of the 
wheel in feet, the stress per square inch of section of a steel flywheel is: 

Stress in pounds per square inch = 0.00029DW* 

= 0.0000294t;2 (164) 

where v is the peripheral velocity in feet per minute. 
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Binding Wire on Armatures, Bands consisting of a single layer, about 
half an inch wide, of phosphor bronze or piano steel wire are sometimes 
used instead of wedges to secure the armature windings in the slots, and 
also to hold the overhanging portions of armature or rotor windings in 
position. The tension in these bands due to their own weight is calcu¬ 
lated by formula (163) or (1G4), but to this must be added the tension 
due to the centrifugal force acting on the windings which it is the pur¬ 
pose of these bands to keep in position. 

Let Wi = weight of wire bands in pounds 
= radius of band in feet 

Ww = weight of winding on armature or rotor in pounds 

Ry, = radius to center of gravity of small section of winding in feet 

then the total tension in the bands due to centrifugal force is 

Tension = 0m00rA27N\WbRb + WyRy) lb 


This quantity, divided by the cross section of the wire in the bands, is the 
tensile stress, ^^hich should not exceed io,0()0 lb per sq in. for phosphor 
bronze and 25,000 lb per sq in. for piano steel wire. 

Bursting of Rotors with Salient Poles. When the rotor consists of a 
number of projecting poles either bolted to, or dovetailed into, the rotor 
casting, as illustrated in Fig. 188, the stress tending to burst the rotor rim 
is due not merely to the tension in the casting considered as a flywheel, 
but also to the radial pull of the poles. The radial pull per pole is the 
centrifugal force per pole and coil as calculated by formula (163) plus 
the magnetic pull. If P stands for this total radial pull per pole, and 
we assume the total number p of poles to be very large, the tension in 
the rotor rim will be 


Tension in rim of flywheel 
carrying p salient poles 


ftension due to 
I weight of rim, 
) calculated by 
[formula (163) 


lb (165) 


This formula is only approximate, because it assumes the pull of the 
poles to be uniformly distributed over the rotor periphery. It gives 
results that are too small when the angular distance between poles is 
large. Also, when the poles are dovetailed into the rim, there is a wedg¬ 
ing action which tends to increase the stress in the cross section immedi¬ 
ately below the dovetail. Unless the application of formula (165) indi¬ 
cates that there is a large factor of safety, the stress at any given section 
should be calculated by resolving the several forces into components 
normal to the section considered. 
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Critical Speeds of Shafts. In the design of high-speed machines such 
as turbo-alternators, with horizontal shafts, what is known as the critical 
speed or whirling speed must be taken into account when determining the 
shaft diameter. When the machine is at rest, the shaft is deflected down¬ 
ward, so that the center of mass is slightly below the axis of rotation. 
This same condition continues at the lower speeds, but, as the speed 
increases, it will ultimately reach a particular value at which the cen¬ 
trifugal force will exactly counteract the force tending to bend the shaft, 
and at this particular critical speed the shaft retains its bent form while 
rotating; whence the term whirling speedThis is the first critical 
speed. There are other higher values of critical speed with smaller 
amplitude of vibration, at which the frequency of the bending due to 
the weight of the rotating parts will correspond exactly with the fre¬ 
quency of vibration of the shaft considered as a deflected spring. 

The maximum deflection of the rotor due to its own weight together 
with the unbalanced magnetic pull (if any) can be calculated within a 
fair degree of accuracy when the position of the bearings and the cross 
section of the shaft are known. Suppose this deflection to be 5 in. Then, 
since the whirling speed is the number of revolutions per minute N which 
will cause the centrifugal force F to be the same as the weight W which 
causes the bending of the shaft, we may substitute W for F and 5/12 for 
R in formula (161) and write 12 = 0.0003415iV^. This leads to the 
formula 


Whirling speed of shaft = 


188 _ 

^deflection in inches 


In turbo-alternators the whirling speed is generally higher than the 
running speed, but this is not a ne(*essary condition of design; and in d-c 
steam-turbine-driven dynamos, where the provision of a commutator calls 
for the smallest possible diameter of shaft, the whirling speed is commonly 
lower than the normal running speed. In such cases it is necessary to 
pass through the critical speed, causing vibration of the rotor, every time 
the machine is started or stopped; but this is not a serious objection. 

Formulas for calculating the critical speeds of shafts are given in the 
handbooks for mechanical engineers. A good rule in the design of high¬ 
speed electrical machinery is to arrange for the whirling speed to be at 
least 25 per cent above, or 25 per cent below, the running speed. 

169. Mechanical Design of Commutators. The mechanical design of 
small commutators for slow-speed dynamos, such as the one illustrated in 
Fig. 191, is a very simple matter and, generally speaking, it is unneces¬ 
sary to calculate the stresses and deflections due to centrifugal force act¬ 
ing on the commutator bars of slow-speed dynamos; but when the speed 
of the commutator surface exceeds 4,000 fpm and the distance between 
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clamping rings is considerable, it is advisable to calculate the load due to 
centrifugal action with a view to providing a sufficient depth of bar to 
give the required strength and stiffness. 

The proper mechanical design of commutators for high-speed machines 
such as continuous-current turbo-generators is a matter of very great 
importance. The type of commutator is then generally as illustrated by' 



Fig. 192. High-speed commutator of large size. 


Fig. 192, which shows a number of nickel-steel rings shrunk onto the 
commutator over insulating bands of mica. 

The mechanical design of large commutators involves many problems 
other than the calculation of the bending action due to the centrifugal 
force. These include the calculation of stresses set up by the pressure of 
the coned clamping rings on the bars, and the possible abnormal stresses 
caused by temperature expansion of long copper bars. In this connec¬ 
tion, the design shown in Fig. 20 has some advantage over that of Fig. 
191, because the elastic extension of the long bolts will generally prevent 
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excessive stresses due to this cause. In this article it is proposed merely 
to indicate how the pressure and deflection due to centrifugal force may 
be calculated. 

Calculation of Strength and Stiffness of Commutator Bars. The cen¬ 
trifugal force due to the weight of one commutator bar may be con¬ 
sidered as a load uniformly distributed over the length I of the bar (see 
Fig! 193). Let P be the total amount of this load, as calculated by for- 


rV - 

\\y I 


Allowance for turning down 



Total pressure, uniformly distributed-P lb. 


Wear allowed 



Fig. 193. Illustrating calculations for strength and stiffness of long commutator bars. 

mula (161), then the maximum external moment—which will occur at 
the center of the bar— is 

M = ^ (167) 

The weight of one copper segment of length I in., expressed in terms of 
the dimensions of Fig. 193, and assuming the mica thickness to be negli¬ 
gible, is 

W = 0.32//1 lb 


where n stands for the total number of segments in the commutator. 
Putting this value of W in the formula (161), and taking the mean diam¬ 
eter (2r + h) as being a close enough approximation to the diameter 
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through the center of gravity of the copper section, the total centrifugal 
force acting on one bar is 

„ _ 14.3 h{2r + /i)W2 
^ 10 « ^ n 


Substituting in formula (107) we get 


_ 1.8 ^ Ph{2r + /?)‘W 2 
10 « ^ n 


in.-lb 


(168) 


The maximum unit stress in the bar is expressed by the formula 


S = 


M 

{I/c) 


(169) 


where the quantity 1/c is the section modulus, being the moment of 
inertia I of the cross section divided by the distance c of the edge of 
the bar from the neutral axis. For hard-drawn copper bars, the maxi¬ 
mum working limit for S is about 8,000 lb per sq in. 

The deflection of a beam uniformly loaded will be greatest at the center, 
its value being 


Maximum deflection = 


hPP 

384A7 


(170) 


where I is the moment of inertia of the cross section and E is the modulus 
of elasticity, or ratio of stress to strain. The numerical value of E for 
copper is about 16,000,000 lb per sq in. The maximum deflection as 
calculated by this formula should not exceed a few mils. 

In order to simplify the calculations, we shall assume- as when obtain¬ 
ing an expression for M —that the thickness of the mica is negligible, so 
that, with n segments in the commutator, each segment may be con¬ 
sidered as having the shape of a wedge of depth h in. and thickness hi = 
27 rr/n at the thin edge, and 62 = 27r(r -f /?)/^ at the thick edge (see Fig. 
193). The expression for the moment of inertia of the section is then 

_irh\iw^ + h^ + iSrh) 

18n(2r-h/i) 

and for the section modulus 


/ ^ -h 6 rfe) 

c 6 ri( 3 r + 2h) 


(172) 


The quantity h in these formulas is the depth of the bar, and this should 
be the estimated maximum depth after a reasonable deduction for wear 
and trueing of commutator surface has been made. The usual allowance 
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for turning down is from in. on small commutators to 1 in. on large 
commutators. ' 

The ratio of the quantity given by formula (168) to the quantity given 
by formula (172) is the maximum fiber stress. A considerable simplifi¬ 
cation is effected by omitting the relatively negligible quantity h‘^ from 
the expression (fir^ + + (jrh) of formula (172) and making a similar 

omission from the square of the quantity (2r + h) in formula (168). The 
final expression for the maximum fiber stress is 


_ 2.27 /2(3r -h 2h)N^ 

id« ^ k 


lb per sq in. 


(173) 


Example—Stress in Commutator Bars Due to Centrifxigal Force, Con¬ 
sider a commutator 34in. in outside diameter, running at 600 rpm. 
The bars are 2]/i in. deep and 13 in. long. We shall calculate the maxi¬ 
mum stress in the copper due to centrifugal force, after the commutator 
has been turned down so that the depth of the bar is reduced to \y 2 in. 
The quantities for use in formula (173) are: 

r = 15 
h = 1.5 
] = 13 
N = (100 


Then, 

_ 2.27 X (13)n(3 X 15) + (2 X 1.5)](()00)2 
' 106X1.5 


4,420 lb per sq in. 


which is a safe figure. 

Although the application of formula (173) may indicate that the copper 
bars in a commutator are strong enough to resist the action of centrifugal 
force, it does not follow that the design is satisfactory, because the elastic 
deformation or deflection may be excessive, owing to la(‘k of stiffness. If 
the distance between supports is large, as in the case of the above numeri¬ 
cal example, the maximum deflection should be (*alculated. This deflec¬ 
tion, as given by formula (170), can be put into a more convenient form 
in terms of the dimensions on the upper sketch in Fig. 193. The approxi¬ 
mate formula for the total pressure on the bar is 

^ 5.72lh{r^^ -h rh)N^ 

lO^n 

and for the moment of inertia of the cross section 
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Putting E ^ 16 X 10* and substituting these values in formula (170), 
we obtain 

Maximum deflection = ^ ^ (174) 

wherein all the dimensions are in inches, and N is the number of revo¬ 
lutions per minute. 

Example—Stiffness of Commutator Bars. Using the same numerical 
data as for the preceding example illustrating stress calculations, we have 


Maximum deflection = 


4.44(13)4 X 31.5(600)2 
10 ^ 0 ( 1 . 5)2 


= 64 mils 


which is considerably more than would be permissible in practice. This 
shows that, in long commutators, the deflection may be excessive even 



Fig. 194. Usual proportions of pedestal bearing for dynamo. 


when the bars are of ample strength. In order to remedy this defect, 
the commutator might be designed as shown in the lower sketch of Fig. 
193. This shows the bar held down at three points with comparatively 
short spaces between. The other alternative would be to make the 
depth h sufficient to provide the required stiffness with the original dis¬ 
tance of 13 in. between clamping rings, but from an examination of for¬ 
mula (174) it is obvious that, since the deflection is proportional to the 
fourth power of Z, a comparatively small reduction of this dimension will 
be more economical than a considerable increase of h. 
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Both sketches in Fig. 193 are drawn to the same scale and, therefore, 
serve to show the difference between the two designs of bar, the upper’ 
one being strong enough, but lacking in stiffness. 

Applying formula (174)* to the two sections of the modified design, 
we have, for the right-hand section of length Z « 8 in. and depth h « 
1% in., 

Maximum deflection = — = 6.7 mils 
and for the left-hand section with I = 5.5 in. and h = in., 


Maximum deflection - - 6.1 mil. 

160. Sundry Details of Mechanical Design. There are many phases 
of the mechanical design of electrical machinery and many details of 



Fig. 195. Usual proportions of cast-iron shaft coupling. 


construction which are beyond the scope of this book and will not be 
described in this chapter. Among these may be mentioned 

Foundations and bedplates 

Details of bearings—thrust bearings and pivot bearings for vertical 
shafts; systems of lubrication; ball bearings and roller bearings 
Keys and key ways 

Details of brush holders and brush gear 

A few additional items are referred to in this article with a view to pro¬ 
viding sufficient particulars to permit of a dimensioned sketch or assem¬ 
bly drawing being made of a generator or motor for which electrical design 
data are available. 


This formula refers to a beam uniformly loaded and supported (not built in) at 
the two ends; it therefore gives results which are somewhat larger than would actually 
be obtained in a design of the type here considered. 



Inches 12 9 6 3 0 1 2 feet 
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Fig. 196. Assembly drawing of 400-kw dynamo driven at 360 rpm. 








Art. 160 


MECHANICAL DESIGN 
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Outboard or Pedestal Bearing. Figure 194 gives the usual proportions 
of a pedestal bearing expressed in terms of the height h and the journal 
diameter d. (Formulas for calculating the approximate shaft and bear¬ 
ing diameters were given in Art. 157.) 

Shaft Couplings. Figure 195 gives usual proportions for cast-iron shaft 
couplings. The number of bolts in flange couplings is usually as follows: 

t 

For shaft diameters between 2 and 3 in., use 4 bolts 
For shaft diameters between 3 and 8 in., use 6 bolts 
For shaft diameters above 8 in., use 8 bolts 

The bolt diameter may be calculated by the following formula, the 
standard size nearest to the calculated figure being selected: 

4 

Bolt diameter = y X 

where d is the diameter of the shaft in inches. 

General Assembly Dravnng of Dynamo. Approximate over-all dimen¬ 
sions of a 400-kw 600-volt dynamo arranged for direct-coupling to an 
engine running at 360 rpm are given in Fig. 196. This drawing is not 
intended to show all the details of mechanical design, being merely an 
assembly drawing such as the designer of electrical machinery should be 
able to produce in order to determine approximately the space occupied 
by the machine and to satisfy himself that the assembly of the several 
parts results in a design of which the appearance and proportions are 
satisfactory. The diameter of shaft and the coupling dimensions, also 
the over-all dimensions of the pedestal bearings, are in accordance with 
the particulars given in this chapter; but such details as brush gear, coil 
connections, terminals, lubrication, bolts, keys, and the method of secur¬ 
ing the base to the foundation, have purposely been omitted from the 
drawing. 





APPENDIX 1 


TABLE I. WIRE TABLE, BROWN AND SHARPE GAGE, ROUND 

COPPER WIRES 


Gage 

No., 

BdbS 

Diam¬ 
eter, in. 
(bare) 

Area of cross 
section 

Weight, 
lb per 
1,000 ft 
(bare) 

Approx 

diam¬ 

eter 

doc 

(mils) 

Approx 
num¬ 
ber of 
turns 
per in. 
dec 

Resistance, ohms 
per 1,000 ft 

Gage 

No., 

B&S 

Sq in. 

Cir mils 

15°C 

(69®F) 

(140®F) 

0 

0.32490 

0.0829100 

105,560.0 

319.500 

338 

2.95 

0.0964 

0.1142 

0 

1 

0.28930 

0.0657300 

83,690.0 

253.300 

302 

3.30 

0.1217 

0.1440 

1 

2 

0.25760 

0.0521200 

66,370.0 

200.900 

270 

3.69 

0.1534 

0.1816 

2 

3 

0.22940 

0.0413300 

52,630.0 

159.300 

242 

4.12 

0.1934 

0.2290 

3 

4 

0.20430 

0.0327800 

41,740.0 

126.400 

216 

4.60 

0.2439 

0.2888 

4 

6 

0.18190 

0.0260000 

33,090.0 

101.200 

194 

5.18 

0.3076 

0.3642 

5 

6 

0.16200 

0.0206100 

26,250.0 

79.500 

174 

5.70 

0.3880 

0.4590 

6 

7 

0.14430 

0.0163500 

20,820.0 

63.000 

156 

6.36 

0.4890 

0.5790 

7 

8 

0.12850 

0.0129700 

16,510.0 

50.000 


7.10 

0.6170 

0.7300 

8 

9 

0.11440 

0.0102800 

13,090.0 

39.600 

126 

7.88 

0.7780 

0.9210 

9 

10 

0.10190 

0.0081500 

10,380.0 

31.400 

114 

8.70 

0.9810 

1.1610 


11 

0.09070 

0.0064600 

8,230.0 

24.900 

103 

9.60 

1.2370 

1.4640 

11 

12 

0.08080 

0.0051300 

6,530.0 

19.800 

93 

10.65 

1.5590 

1.8460 

12 

13 

0.07200 

0.0040700 

5,178.0 

15.700 

84 

11.80 

1.9660 

2.3280 

13 

14 

0.06410 

0.0032300 

4,107.0 

12.430 

76 

13.00 

2.4800 

2.9360 

14 

15 

0.05710 

0.0025600 

8,260.0 

9.860 

68 

14.50 

3.1270 

3.7020 

15 

16 

0.05080 

0.0020300 

2,583.0 

7.820 

62 

15.90 

3.9420 

4.6670 

16 

17 

0.04530 

0.0016100 

2,048 0 

6.200 

56 

17.50 

4.9730 

5.8870 

17 

18 

0.04030 

0.0012760 

1,624.0 

4.920 

51 

19.20 

6.2700 

7,4200 

18* 

10 

0.03590 

0.0010120 

1,288.0 

3.900 

46 

21.30 

7.9000 

9.3600 

19 

20 

0.03200 

0.0008020 

1,022.0 

3.090 

42 

23.30 

9.9700 

11.8000 

20 

21 

0.02850 

0.0006360 

810.0 

2.^0 

38 

25.60 

12.5700 

14.8800 

21 

22 

0.02530 

0.0005030 

642.0 

1.^5 

35 

27.80 

15.8600 

18.7000 

22 

23 

0.02260 

0.0004010 

510.0 

1.542 

32 

30.30 

20.0000 

23.6600 

23 

24 

0.02010 

0.0003170 

404.0 

1.223 

I 

30 

32.30 

25.2000 

29.8400 

24 

25 

0.01790 

0.0002520 

320.0 

0.970 

27 

35.70 

81.8000 

37.6000 

25 

26 

0.01590 

0.0001985 

254.0 

0.769 

24 

40.00 

40.2000 

47.5000 

26 

27 

0.01420 

0.0001584 

202.0 

0.610 

22 

43.50 

50.6000 

60.0000 

27 

28 

0.01260 

0.0001255 

159.0 

0.484 

21 

45.50 

63.8000 

75.4000 

28 

29 

0.01126 

0.0000995 

126.0 

0.384 

19 

50.00 

80.3000 

95.0000 

29 

80 

0.01003 

0.0000789 

100.5 

0.304 

17 

55.00 

101.0000 

119.5000 

30 

31 

0.00893 

0.0000626 

79.7 

0.241 

1 16 

59.00 

127.5000 

151.0000 

31 

32 

0.00795 

0.0000496 

63.2 

0.191 

15 

62.00 

160.5000 

190.0000 

32 

33 

0.00708 

0.0000394 

50.1 

0.152 

! 14 

67.00 

203.0000 

240.0000 

88 

34 

0.00630 

0.0000312 

89.7 

0.120 

1 13 

_ 

72.00 

256.0000 

303.0000 

84 
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TABLE II. WIRE TABLE, SQUARE DOUBLE-COTTON-COVERED 

COPPER WIRES 


Gage 

No. 

B&S 

Area of 
cross-section 

Ft 

per 

lb 

Turns 
per 
sq in. 

Resistance 

Sq in. 

Cir mils 

1,000 ft 

Lb 

25°C 

75°C 

25‘’C 

75“C 

1 

0.0801 

102,216 

3.20 

10.2 

0.103 

0.123 

0.000.33 

0.00040 

2 

0.0032 

80,164 

4.07 

12.6 

0.130 

0.156 

0.00053 

0.00064 

3 

0.0490 

62,070 

5.21 

15.9 

0.169 

0.203 

0.00088 

0.00105 

4 

0.0397 

50,729 

6.42 

19.8 

0.207 

0.248 

0.00133 

0.00160 

5 

0.0312 

39,729 

8.19 

24.0 

0.266 

0.319 

0.00218 

0.00262 

6 

0.0254 

32,371 

10.05 

30.8 

0.327 

0.393 

0.00328 

0.00393 

7 

0.02(K) 

25,475 

12.70 

38.2 

0.415 

0.498 

0.0053 

0.006.35 

8 

0.0158 

19,970 

10.23 

47.8 

0.530 

0.036 

0.0086 

0.010.32 

9 

0.0122 

15,010 

20.07 

61.7 

0 680 

0.815 

0.0140 

0.0168 

10 

0.0100 

12,5.32 

25.7 

77.0 

0.840 

1.01 

0.0216 

0.0260 

11 

0.00775 

9,800 

32.8 

98.0 

1.08 

1..30 

0.0354 

0.0425 

12 

0.00603 

7,630 

42.2 

119 

1.38 

1.05 

0.0583 

0.0700 

13 

0.00405 

5,909 

54.3 

148 

1.79 

2.15 

0.0970 

0.1163 

14 

0.00355 

4,.545 

70.2 

182 

2.32 

2.78 

0.1630 

0.1635 
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TABLE III. WIRE TABLE, BARE AND DCC COPPER RIBBON 


Bare 

Insulated 

(dec) 

_ j. 

Area of ^ 
cross section 

Resistance 
(1,000 ft) 

Thickness 

Width 

Thickness 

Width 

Sq.in. 

Cir mils 

25°C 

75°C 


0.258 

0.043 

0.270 

0.00632 

8,040 

1.32 

1.57 

U. {)Zb 

0.365 

0.045 

0.377 

0.00899 

11,400 

0.924 

1.10 


0.102 

0.047 

0.112 

0.00304 

3,880 

2.73 

3.25 


0.129 

0.048 

0.139 

0.00391 

5,190 

2.13 

2.54 

0.032 

0.182 

0.049 

0.193 

0.00560 

7,140 

1.48 

1.77 


0.258 

0.050 

0.270 

0.00804 

10,200 

1.03 

1.23 


0.365 

0.052 

0.377 

0.(M)115 

14,600 

0.725 

0.864 


0.102 

0 055 

0.112 

0.00374 

4,760 

2.22 

2.65 


0.129 

0.056 

0.139 

0.00482 

6,130 

1.73 

2.06 


0.162 

0.056 

0.173 

0.00614 

7,810 

1.35 

1.61 

0.040 

0.204 

0.057 

0.215 

0.00782 

1 9,950 

1.06 

1.27 


0.258 

0.058 

0.270 

0.00998 

12,700 

0.833 

0.993 


0.325 

0.059 

0.337 ! 

0.0127 

16,100 

0.656 

0.783 


0.365 

0.060 

0.377 

. 1 

0.0143 

18,200 

0.5&3 i 

0.695 


0.091 

0.057 

0 101 i 

1 0.00366 

4,660 

2.27 ; 

2.71 

0.045 

0.144 

0.060 

0 155 1 

1 0.00605 

7,700 

1.37 

1.64 


0.190 

0.060 

0.201 * 

0.00805 

10,250 

1.03 

1.23 


0.072 

0.062 

; 1 

0.083 1 

1 0.00314 

3,990 

2.65 1 

3.16 


0.081 

0.062 

0.092 1 

0.00360 

4 ,580 

2.31 ! 

2.76 


0.102 

0.064 

0.113 1 

0.(MM67 

5,910 

1.78 1 

2.12 


0.114 

0.064 

0.125 ! 

: 0.00528 

6,720 

1.57 , 

1.58 


0.129 

0.065 

0.140 

0.00604 

7,690 

1.37 

1.64 

0.051 

0.162 

0.065 

0.173 

0.00773 

9,840 

1.08 ■ 

1.28 


0. 182 

0.066 

0.194 

0.00875 

11 ,100 

0.950 ' 

1.13 


0 204 

0 066 

0.210 

0.00987 

12,600 

0.842 

1.00 


0.258 

0.067 

0.271 

0.0126 

16,100 

0.658 

0.785 


0.325 

0.067 

0.338 

0.0160 

20,400 

0.518 : 

0.618 


0.365 

0.068 

0.378 

0.0181 

23,000 

0.459 : 

0.548 


0.081 

0.068 

0.092 

0.00408 

5,200 

2.04 

2.43 


0.091 

0.068 

0.102 

0.00465 

5,920 ! 

1.79 : 

2.13 

0.057 

0.129 

0.071 

0.140 

0.00682 1 

8,680 

1.22 : 

1.45 


0.144 

0.071 

0.155 

0.00767 

9,770 

1.08 1 

1.29 


0.204 

0.072 

0.216 

0.0111 

14,100 

0.749 

0.593 


0.081 

0.075 

0.092 

0.00172 

6,020 

1.76 

2.10 

n nfi4. 

0.091 

0.075 

0.102 

0.00529 

6,730 

1.57 

1.87 


0.102 

0.077 

0.113 

0.00599 ! 

7,630 

1.39 

1.65 


0.114 

0.077 

0.125 

0.00076 

8,610 1 

1.23 

1.47 
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TABLE III. WIRE TABLE, BARE AND DCC COPPER RIBBON.—(ConWnued) 


Bare 

Insulated 

(dec) 

_ 

Area of 
cross section 

Resistance 
(1,000 ft) 

Thickness 

Width 

Thickness 

Width 

Sq in. 

Cir mils 

25°C 



0.129 

0.078 


0.00772 

9,830 

1.08 



0.144 

0.078 


0.00868 

11,100 

0 957 

nRH 


0.162 

0.078 

iliy 

0.00983 

12,500 

0.845 

1.01 

0.064 

0.182 

0.079 

0.194 

0.0111 

14,100 

0.747 

0.892 


0.204 

0.079 

0.213 

0.0125 

15,900 

0.603 

mmm 


0.258 

0.080 

0.271 

0.0160 

20,300 

0.520 

bm 


0.325 

0.081 

0.338 

0.0203 

25,100 

0.410 



0.365 

0.081 

0.378 

0.0228 

29,100 


mi 


0.129 

0.086 

0.140 

0.00875 

11,100 

0.949 

1.13 



0.086 

0.155 

0.00983 

12,500 

0.845 

1.01 


0.182 

0.087 

0.194 

0.0126 

16,000 

0.661 

0.788 

0.072 


0.087 


0.0142 

18,000 

0 587 

EBI 


0.258 

0.087 

Wm 

0.0180 

23,000 

0.460 

IB 


0.325 

0.088 

B 

0.0229 

29,100 

0.353 

B 


0.102 

0.094 

0.114 

0.00773 

9,840 

1.08 

1.28 


0.114 

0.094 

0.126 

0.00870 

11,100 

0.955 

1.14 


0.129 

0.095 

0.141 

0.00991 

12,600 

0 838 

1.00 


0.144 

0.095 

0.156 

0.0111 

14,200 

0.746 

0 890 



0.095 

0.175 

0 0126 

16,000 

0 660 

0.787 

0.081 

0.182 

0.096 

0.195 

0.0142 

18,100 

0 585 

0.697 


0.204 

0.096 

0.217 



0.520 

0.620 


0.258 

0.097 

0 272 

0.0204 

25,900 

0.408 

0.487 


0.325 

0.098 

0.339 

0.0258 

32,800 

0.322 

0.384 


0.365 


0.379 

0.0290 

37,000 

0.290 

0.286 


0.129 


0.141 

0.0112 


0.741 

0.884 


0.144 

0.105 

0.156 

0.0126 

16,000 

0.661 

0.788 


0.162 

0.105 

0.175 

0.0142 

B Ibiil 

0 585 

0.697 

0.091 

0.204 


0.217 


m 

0.461 

0.550 


0.258 


0.272 

0.0229 


0.362 

0.432 


0.325 


0.339 

0.0290 

w 

0.286 

0.341 




0.424 

0.0368 


0.226 

0.269 


0.129 

0.116 

0.142 

0.0126 


0.658 

0.785 


0.162 

0.117 

0.176 



0.520 

0.620 


0.182 

0.118 

0.196 



0.461 

0.550 

0.102 

0.204 

0 118 

0.218 

HI 


0.410 

0.489 


0.258 

0.119 

0.273 



0.322 

0.381 


0.325 


0.340 

0.0326 

um 

0.255 

0.304 
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TABLE III. WIRE TABLE, BARE AND DCC COPPER RIBBON.—(Continued) 


Bare 

Insulated 

(dec) 

Area of 
cross section 

Resistance 
(1,000 ft) 

Thickness 

Width 

Thickness 

Width 

Sq in. 

Cir mils 

25^0 

75*^0 


0 144 





0 533 

0 635 



■UB 

0 178 


22,500 

0 471 

0 562 


0 182 



0 0199 

25,400 

0 417 

0 497 

0.114 




0 0224 

28,600 

0 370 

0 442 


0 258 



0 0286 


0 291 

0 347 


0 325 

0 134 


0 0362 


0 229 

0 274 


0 410 



0 0459 


0 181 

0 216 


0 162 


0 179 

0 0201 

25,600 

0 414 

IB 


0 204 

0 148 

0 221 

0 0255 

32,500 

0 326 

tui 


0 258 

0 149 

0 276 

0 0325 

41,300 

0 256 



0 325 


0 343 

0 0411 

52,300 

0 202 

0 241 


0 410 

0 151 

0 428 

0 0521 

66,300 

0 160 

0.190 


0 182 

0 163 

0 200 


32,300 

0 327 

0 390 


0 204 

0 163 

0 222 

0 0286 

36,400 

0 291 

0 347 


0 258 

0 165 

0 276 


46,300 

0 229 

0 273 


0 289 

0 165 

0 307 


51,900 

! 0 204 

0 243 


0 325 

0 166 

0.344 


58,500 

0 181 

0 216 


0 204 

0 182 

0 223 

0 0322 


0 258 

0 307 

0 162 

0 258 

0 184 

0 278 

0 0410 

52,200 

0 203 

0 242 


0 325 

0 185 

0 345 

0 0518 


0 160 

0 191 


0 229 

0 202 

0 249 

0 0398 

50,700 

0 209 

0 249 

0 182 

0 289 

0 204 

0 310 

0 0507 

64,600 

0 164 

0 195 


0 365 

0 206 

0 386 

0 0645 

82,200 

0 129 

0 154 


0 235 

0 227 


0 0460 


0 181 

wEM 

0 204 

0 258 

0 227 

0 280 

0 0507 


0 164 

IB 



0 228 

0 347 

0 0644 


0 129 
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Appendix Fig 1 Magnetization cur\ es for L ^ S Transformer Steel \o 58—29 gage 
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INDEX 


Action, transformer, 265 
Air gap, 239, 274 
ampere-turns for, 97, 102, 118 
density in, 11, 94, 97, 100, 102, 115, 
118, 238 
apparent, 11 

equivalent, 92, 126, 236, 309 
induction motor, 309 
leakage flux in, 313 
length of, 16, 178, 204, 266 
formula for, 17 
permeance of, 91, 113 
All-day efficiency, 363, 379, 391 
Alloys, iron-nickel, 396 
A-c generators {see Generators) 

A-c machinery, 168 
Alternator, efficiency of, 258, 262 
regulation of, 179, 259 
salient poles for, 210, 255 
single-phase, 218 
turbo-, 196, 231, 418 
Amortisseur winding, 218 
Ampere-conductors per pole, 14, 217 
Ampere-turns, air gap and teeth, 97, 102, 
118 

armature, 14, 217, 220 
commutating pole, 76 
demagnetizing, 101, 104 
field, 130 
magnetizing, 310 
series-field, 118 
shunt-field, 118 
Apparent gap density, 11 
Arc, pole, 12 

Armature, ampere-turns on, 14, 217, 
220 

binding wire for, 420 
density of, 197 

temperature rise of, 146, 148, 151, 
165 

Armature coils, 20 
full-pitch, 61, 71, 278 
Armature core, 40 
length of, 37 

Armature design, example of, 41 
Armature flux, 63, 7 4 
Armature mmf, 214, 218, 229 


Armature reactance, 249 
Armature reaction, 62, 101, 249 
Armature resistance, 37 
equivalent, 380 
Armature teeth, 40 
Armature windings, 20, 181 
chorded, 22 
concentric chain, 182 
distributed, 171 
double-layer, 20, 191, 294, 301 
frog-leg, 20, 29 
full-pitch, 61, 71, 278 
lap, 20, 184, 201, 291, 294 
length of, 187 
multiplex, 20 
paths in, 20 
polyphase, 181 
reactive voltage drop in, 189 
reentrancy of, 23 
resistance of, 37, 187 
short-pitch, 21, 71, 278, 301 
simplex-lap, 24 
simplex-wave, 25 
single-layer, 191 
spread of, 186 
three-phase, 301, 310 
types of, 20 
wave, 20, 183, 304 


Bearings, 415, 427 
length of, 416 
pedestal, 429 
Bedplates, 427 
Binding wire, 420 
Bolts, 429 

Brush-contact drop, 52 
Brush-contact resistance, 81 
Brush friction, 52 
Brush holders, 88, 427 
Brush pitch, 103 
Brush pressure, 87 
Brush shift, 80, 103 
Brushes, 51, 58 
losses in, 144 

Bushings, transformer, 367 
439 
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Chorded windings, 22 
Circle diagram, 306 
characteristics from, 322 
construction of, 318, 326 
limitations of, 329 
torque calculations from, 320 
use of, 320 
Circle ratio, 325 
Circuit, equivalent, 329 
magnetic, 130, 209 
Circular-mil area, 132 
formula for, 120 

Coefficient, of cooling, 123, 150, 195 
leakage, 245 
Cogging* 280, 291 
Coil pitch, 21 

Coils, armature, 20, 61, 78, 278 
multielement, 26 
transformer, 351 
Combinations, rotor-slot, 280 
Commutating poles, 63, 72 
ampere-turns on, 76 
design of, 75 

Commutation, straight-line, 82 
theory of, 59 
zone of, 63, 68 
flux in, 70 

Commutator, 24, 423 
deflection of, 424 
design of, mechanical, 421 
high-sp(*ed, 422 
length of, 52 
losses in, 142, 143 
stiffness of, 423 
stress in, 425 
temperature rise in, 144 
undercut, 88 
Commutator pitch, 21 
Commutator segments, number of, 35 
Compensating windings, 85, 115 
Compounding, flat, 105 
Concentrated windings, 171 
Conductivity, thermal, 160, 164 
Cooling, 195 

coefficient of, 123, 150, 195 
transformer, 345, 375, 400 
Cooling ducts, 247 
Cooling surfaces, 122, 149 
Copper losses, 374, 377, 384 
Core length, 37 
Core losses, 190, 276, 381, 384 
calculation of, 141 
table of, 140 

Core-surface reactance, 255 
Cores, armature, 40 
cruciform, 349, 370 
pole, 414 


Cores, ribbon, 381 
transformer, 348, 375, 400 
joints in, 355 

Corrugations, transformer, 366 
Couplings, 427 
Creepage distance, 347 
Critical speed, 421 
Cruciform cores, 349, 370 
Current, end-ring, 281, 292 
exciting, 391, 401 
magnetizing, 309, 380 
short-circuit, 253, 259, 321 
starting, 321 

Current density, 36, 82, 187, 202, 276, 
278, 397 
rotor-bar, 281 
Current ratio, 394 
Current transformers, 393 
design of, 306 

phase-angle error in, 394, 402 
ratio error in, 402 
Curve, saturation, 125, 130, 133 
Curves, magnetization, 98, 354, 396 
specific-loading, 272 
Cusps, synchronous, 291 


Deflection, commutator, 424 
Delta connection, 173, 304 
Demagnetizing ampere-turns, 101, 104 
Density, air-gap, 11, 94, 97, 100, 102, 115, 
118, 238 
apparent, 11 

current, 36, 82, 187, 202, 276, 278, 281, 
397 

tooth, 94, 100, 238 
apparent, 288 
Design, armature, 41 
commutating pole, 75 
commutator, 421 
d-c motors, 154 

field magnet, 117, 123, 126, 231 
generator, 41 
mechanical, 406 
pole shoe, 16 

transformer, 370, 382, 392 
Diagram, circle, 306 
D-c motors, design of, 154 
Distributed windings, 171, 210 
Distribution factor, 172, 296 
Double-layer windings, 20, 191, 294, 301 
Dovetails, 416 
Drop, brush-contact, 52 
Ducts, 192 
axial, 147 
cooling, 247 
radial, 148 
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Ducts, ventilating, 39, 275, 299 
Dynamo, 7 
efficiency of, 152 


Eddy-current losses, 117, 149 
Efficiency, all-day, 363, 379, 391 
alternator, 258, 262 
dynamo, 152 
generator, 154 
induction motor, 267, 294 
transformer, 362, 364, 379, 390 
maximum, 379, 391 
End-connection reactance, 192 
lOnd flux, 63 

Equivalent air gap, 92, 126, 236, 309 
Equivalent circuit, 329 
Equivalent permeance, 227 
ICquivalent reactance, 326 
lOquivalent resistance, 380 
of induction motors, 318 
r^quivalent slot ffiix, 22(» 

Kxciting current, tra!isform(‘r, 352, 391 


Factor, distribution, 172, 296 
form, 171 • 

leakage, 78, 80, 116, 127, 131, 245 
pitch, 172, 192, 296 
power, of induction motors, 268, 294, 
307, 327, 328 
lipace, 348, 399 
stacking, 383, 385 
winding, 192, 280, 296, 326 
Field, magnetic, 7, 406 
Field ampere-turns, 130 
Field magnet, 209 
design of, 117, 123, 126, 231 
Field windings, distributed, 210 
Flat compounding, 105 
Flux, armature, 63, 74 
distribution of, 212 
end, 63 

leakage (.see Leakage flux) 
slot (see Slot flux) 
slot-l(‘akage, 220*^ 
zone of commutation, 70 
Flux density, air-gap, 94, 118, 178, 

238 

apparent tooth, 40 
armature core, 40 
distribution of, 112, 114, 116 
induction-motor, 267, 271 
transformer, 344 
yoke, 127 

Flux map, 106, 107, 109 
Force, centrifugal, 416, 419 


Force, magnetic, 407 
magnetizing, 99 

magnetomotive (see Magnetomotive 
force) 

mechanical, 406 
transformer, 408 
Form factor, 171 
Formula, output, 8, 273, 286 
Foundations, 427 

Fractional-pitch windings, 21,71,278,301 
Fractional-slot winding, 304 
Frames, stator, 412 
Frequency, 52 
Friction, brush, 52 
Friction losses, 143, 153 
commutator, 142 
Frog-leg windings, 20, 29 
Full-pitch armature coils, 61, 71, 278 
Full-pitch windings, 22, 71, 278 


Clap, air (see Air gap) 

(lenerators, a-c, power output of, 175 
voltage of, 188 
voltage equation for, 170 
cost of, 55 
design of, 41 
durability of, 56 
efficiency of, 154 

losses in, 55, 138, 151, 193, 258, 263 
overcompounding of, 105 
synchronous, 168, 169, 248 


Heat, 365 
specific, 157 

Heating, intermittent, 155 
High-low section, 351, 357 
High-tension winding, 373 
Holders, brush, 88, 427 
Hottest-spot temperature, 161, 369 
Hysteresis, 149 


Induction motors, 265, 306 
air gap for, 309 
characteristics of, 331 
design of, 266, 284, 297 
efficiency of, 267, 294 
eq\iivalent circuit of, 329 
equivalent resistance of, 318 
flux density in, 267, 271 
healing of, 336 
hors('power of, 322 
leakage flux in, 312 
magnetizing current of, 309 
noise in, 291 
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Induction motors, no-load current in, 311 Losses, teeth, 149, 276 
output equation for, 273 transformer, 364, 375, 381, 397 

power of, 283 windage, 153 

power factor of, 268, 294, 307, 327, 328 Low-tension winding, 375 


reactive drop in, 317 
windings for, 276 
Inherent regulation, 259 
Instrument transformers, 393 
Insulation, kinds of, 32 
thermal conductivity of, 164 
transformer, 346, 376, 400 
Intermittent heating, 155 
Internal temperature, 160 
Iron, losses in, 301 
Iron-nickel alloys, 396 


Joints, transformer core, 355 


Keys and keyways, 427 


Laminations, 117, 147, 300 
Lap windings, 20, 184, 201, 291, 294 
Leakage, magnetic, 353, 355 
slot, 225, 313 
transformer, 353 
zig-zag, 256 

Ijeakage coefficient, 245 
Leakage factor, 78, 80, 116, 127 
average, 131 

Leakage flux, 79, 105, 312, 360 
air-gap, 313 

calculations of, 108, 313 
equivalent, 314 
in induction motors, 312 
transformer, 353, 360 
Leakage permeance, 79, 107, 112, 325 
formula for, 79 
I^eakage reactance, 325 
Length, air-gap, 16, 17, 178, 204, 266 
axial, 274 
bearings, 416 
commutator, 52 
core, 37 

Loading, specific (see Specific loading) 
Losses, brush, 144 
commutator, 142, 143 
copper, 374, 377, 384 
core, 140, 141, 190, 276, 381, 384 
eddy-current, 117, 149 
friction, 143, 153 

generator, 55, 138, 151, 193, 258, 263 
heat, 365 
hysteresis, 149 
iron, 301 


Machinery, a-c, 168 
Magnet, field (see Field magnet) 
Magnetic circuit, 130, 209 
Magnetic field, 7, 406 
Magnetic forces, 407 
Magnetic leakage, 353, 355 
Magnetic pull, unbalanced, 409, 411 
Magnetization curves, 98, 354, 396 
Magnetizing ampere-turns, 310 
Magnetizing current, 309, 380 
Magnetizing force, 99 
Magnetomotive force (mmf), 212 
armature, 214, 218, 229 
distribution of, 103 
Map, flux, 106, 107, 109 
Mechanical design, 406 
Mechanical stresses, 418 
Mesh connection, 173, 304 
Motors, characteristics of, 327, 333 
d-c, design of, 154 
equivalent circuit of, 329 
induction (see Induction motors) 
slip-ring, 279, 294 
temperature rise of, 337 
wound-rotor, 279, 294 
Multielement, 26 
Multiplex windings, 20 


Noise, induction-motor, 291 


Oil-immersed transformer, 346, 364, 368 
Output formula, 8, 273, 286 
Overcompounding, 105 


Pedestal bearing, 429 
Pedestals, 426 

Peripheral velocity, 12, 275, 296 
Permeability, 96 
Permeance, air-gap, 91, 113 
equivalent, 227 
leakage, 79, 107, 112, 125 
Phase angle, transformer, 394, 402 
Phases, number of, 169 
Pitch, brush, 103 
coil, 21 

commutator, 21 
fractional, 21 
full, 22, 71, 278 
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Pitch, pole, 12, 13 
* slot, 287 

fitch factor, 172, 192, 296 
£ole arc, 12 
Pole cores, 414 
IPole face, shape of, 210 
^ole-face windings, 85, 115 
Pole pitch, 12, 13 
Pole shoes, 117, 414 
construction of, 179 
^ design of, 16 
role-speed combinations, 16 
Poles, commutating, 63, 72, 75, 76 
dimensions of, 117 
number of, 13, 15 
t. properties of, 176 
salient, 210, 255, 420 
■^bwer, induction-motor, 283 
Power factor, induction-motor, 268, 294, 
307, 327, 328 
Pressure, brush, 87 
I'll 11, magnetic, 409, 411 


Ratio, current, 394 
Ratio error, 402 
Rcactame, armature, 249 
i ore-surface, 255 
end-connection, 192 
equivalent, ^26 
leakage, 325 
synchronous, 251 
leactanc e voltage, 24 
llcaction, armature, 62, 101, 249 
Reactive voltage, 189, 355, 359 
Reentrancy of w Hidings, 23 
Regulation, 352 
alternator, 179, 259 
inherent, 259 

^^transformer, 353, 361, 364, 380, 391 
^ voltage (see Voltage regulation) 
i zero-power-factor, 250 
J luctance, tooth, 91 
h sistance, armature, 37 
orush-contact, 81 
equivalent, 380 

induction-motor, equivalent, 318 
rotor, 282 

of series-held winding, 134 
of shunt-held winding, 133 
transformer, 380, 390 
of windings, 37, 187 
^sistance drop, internal, 105 
Ribbon cores, 381 
Rims, rotor, 419 

Rotor bars, current density in, 281 
skew of, 281, 292 


Rotor rims, 419 
Rotor-slot combinations, 280 
Rotor windings, 278, 303 
Rotors, bursting of, 420 
high-speed, 416 
resistance of, 282 
rims of, 419 
squirrel-cage, 281, 291 
double, 279 
wound, 294 

Rule, Simpson’s, 97, 241 


Salient poles, 210, 255, 420 
Saturation, tooth, 226, 236 
Saturation curve, 125, 130, 133 
Section, high-low, 351, 357 
Segments, commutator, 35 
Series held, 118 

Series-held winding, resistance of, 134 
Shafts, 415 
Shift, brush, 80, 103 
Shoes, pole, 117, 414 
Short-circuit current, 253, 259, 321 
Short-circuit emf, example of, 71 
Short-pitch windings, 21, 71, 278, 301 
Shunt-held winding, 117, 118, 132 
current density in, 121 
exciting current in, 121 
resistance of, 133 
Silicon steel, 381 
Simpson’s rule, 97, 241 
Single-layer windings, 191 
Skew, rotor-bar, 281, 292 
Slip, 282 

Slip-nng motor, 279, 294 
Slot hux, 67, 73, 226 
equivalent, 226 
formulas for, 69 
Slot leakage, 225, 313 
blot-leakage hux, 220 
Slot pitch, 287 
Slot-tooth proportions, 187 
Slots, 239 
number of, 31 
Space factors, 348, 399 
Specihc heat, 157 
Specihc loading, 176, 200, 267 
curves of, 272 
dehnition of, 10 
values of, 12 
Speed, 283 
critical, 421 
synchronous, 265 
whirling, 421 

Speed-pole combinations, 16 
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Squirrel cage, 279, 281, 291 
double, 279 

Stacking factor, 383, 385 
Star connection, 173, 198 
Stator-rotor combinations, 280 
Stator windings, 276, 291, 294, 310 
Stator yoke, 300, 413 
Stators, 412 
Steel, silicon, 381 
Stiffness, commutator, 423 
Stress, commutator, 425 
Stresses, mechanical, 418 
Synchronous cusps, 291 
Synchronous generators, 168 
regulation of, 248 
speeds of, 169 
Synchronous reactance, 251 
Synchronous speed, 265 


Tanks, transformer, 366, 387 
Teeth, 239 

ampere-turns for, 97, 102, 118 
armature, 40 
losses in, 149, 276 
taper of, 96 

Temperature, hottest-spot, 161, 369 
internal, 160 

Temperature rise, 121, 131, 137, J50, 159, 
195, 337 

armature, 146, 148, 151, 165 
commutator, 144 
of motors, 337 
transformer, 364, 392, 402 
Thermal capacity, 155 
Thermal conductivity, 160, 164 
Three-phase windings, 301, 310 
Tooth density, calculation of, 94, 100, 238 
Tooth reluctance, 91 
Tooth saturation, 226, 236 
Tooth-slot proportions, 187 
Torque, 268, 283 
maximum, 328, 332 
slip for, 332 
starting, 308, 321, 328 
Torque calculations from circh* diagram, 
320 

ITransformer action, 265 
Transformer equation, 340 
Transformers, 339 
all-day efficiency of, 363, 379, 391 
bushings for, 367 
coils in, 351 

cooling of, 345, 365, 368 
water, 368 
copper losses in, 375 
core-type, 341, 397 


Transformers, cores of, 348, 355, 375, 400 
corrugations in, 366 
cruciform core, 349, 370 
curnmt (see Current transformers) 
current density in, 344 
design of, 370, 382, 392 
distribution, 341, 370 
effici(‘ncy of, 362, 364, 379, 390, 391 
exciting current in, 352, 391 
flux density in, 344 
forces in, 408 

high-low sections in, 351, 357 
instrument, 393 
insulation for, 346, 376, 400 
leakage flux in, 360 
losses in, 364, 375, 381, 397 
magnetic leakage in, 353, 360 
oil-immersed, 346, 364, 368 
output equation for, 343 
phase angl(‘, 394, 402 
power, 341, 392 
regulation of, 353, 380, 391 
resistance of, 390 
equivalent, 380 
ribbon-core, 381 
self-cooling, 365 
shell-type, 341, 356 
stacking factor for, 383, 385 
tanks for, 366, 387 
temp(‘rature rise in, 364, 392, 402 
theory of, 339 
types of, 341 

vector diagram for, 360, 394 
voltage regulation of, 353, 361, 364 
windings for, 375, 387, 408 

Turbo-alternators, 196, 231, 418 

Undercut commutator, 88 


Vector diagram, transformer, 36(>, 394 
Velocity, peripheral, 12, 275, 296 
Ventilating ducts, 39, 275, 299 
Ventilation, 137 
forced, 147, 196 
Voltage, a-c generator, 188 
appan'iit developed, 224 
reactance, 24 
reactive, 189, 355, 359 
Voltage equation, a-c geiK'rator, 170 
Voltage regulation, 248, 353 
formulas for, 361 
transformer, 353, 364, 380, 391 

Watt-hour meter, current transformer 
for, 396 
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Wave windings, 20, 183, 304 
Whirling speed, 421 
Windage, 153 

binding factor, 192, 286, 296, 326 
Windings, amortisseur, 218 
armature (see Armature windings) 
chorded, 22 
compensating, 85, 115 
concentrated, 171 
concentric-chain, 182 
distributed, 171, 210 
double-layer, 20, 191, 294, 301 
dummy element in, 28 
field, 210 

fractional-pitch, 21, 71, 278, 301 
fractional-slot, 304 
frog-leg, 20, 29 
full-pitch, 22, 71, 278 
high-tension, 373 
induction-motor, 276 
lap, 20 184, 201, 291, 294 
low-tension, 375 
multiplex, 20 
paths in, 20 
pole-face, 85, 115 
reentrancy of, 23 


Windings, resistance of, 37, 187 
rotor, 278, 303 
series-field, 134 
short-pitch, 21, 71, 278, 301 
shunt-field (see Shunt-field winding) 
single-layer, 191 
spread of, 186 
stator, 276, 291, 294, 310 
three-phase, 301, 310 
transformer, 375, 387, 408 
wave, 20, 183, 304 
Wire, binding, 420 
Wire size, series-field, 118 
shunt-field, 118, 120 
Wound-rotor motor, 279, 294 


Yoke, density in, 127 
dimensions of, 117 
stator, 300, 413 


Zero-power-factor regulation, 250 

Zig-zag leakage, 256 

Zone of commutation, 63, 68, 70 





